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LONDON: FUBLISHIN G | PATERNOSTER ROW, IPTION per annum, 


inclusive, in Great Britain, 19s. nion, of the firat Bis. 
India, Persia, te), 3 23s. 10d. Na D, Vas 28, Murray Street, and Warren Street. 


Co.,6, Unter den Linden. 


LIGHT. 
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« | 


CENTRAL STATIONS 


| FITTED COMPLETH | | 
FOR INCANDESCENT OR ARC LIGETI G | 
ON EITHER THE ALTERNATING OR DIRECT CURRENT SYSTEM: 3 : | a 


APP ALTERNATING AND DIRECT CURRENT 
— ii |. 
BROCKIE-PELL PATHNT ARC LAMP, £'| 


= wel 


OF VULCANISED RUBBER CABLES. AND BROOKSS PATENS | 
GROUND MAINS WITH LIQUID INSULATION. y ES 


Patentees of the Fluid Insulator for Oworhead Wrires, ji 


CONTRACTORS FOR COMPLETE CENTRAL. STATIONS 4 


| The Metropolitan sapply Company, Limited. | 
‘The Keswick Electric Light Limited, 


The Hong-Kong Electric Company, Limited, including 


JOHNSON 


ENGINEERS AND ELECTRICIANS, 


a UNION COURT, OLD BROAD STREET, ‘LONDON, EC. 


Works and Wharf: CHARLTON, KENT. 
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TELEGRAPH 


AL AND- ELECTRICAL REVIEW. 


EXT 


SILVER MEDAL, INTERNATIONAL ELECTRIC EXHIBITION, 
international Inventions Exhibition, 1885, GOLD BEDAL tor Machinery, SILVER MEDAL for Cables ana Wire. 


MANUFACTURERS | 
( By À& C (BY Patent Promis 


Covered agé 
Wire and Tape of “LEADS. & CABEES 
Sixes for Electrical pur | sponding, dc. 


Double Comcontrte bie. 


ric Light. Callen 
Electric { Leads. | Of Adria! am 
Wire for the various 
Systems. les for the 


Contractors to H.M. Posimaster-General the Indian Government, the principal Railway, Telephone. and Electric Light Gam Companion 
MANUFACTURERS, BY PATENT PROCESSES, OF GLOVER'S PATENT COVERED IRON WIRE FOR AERIAL LINES, 
Glover's Patent CoverediHigh-Conductivity Copper Wire for Aérial Lines. 


Glover’s Patent Covered Gutta-Percha Wire for Leading-in, Tunnel, and Underground Wee 


THOROUGHLY INSULATED ANTI-INDUCTION TELEPHONE CABLES UP TO ONE ae WIRES, 


WALTER T. GLOVER & C0 


Glectrical Wire and Cable Makers, 
| SALFORD, MANCHESTER. | 


Bridgewater Street Iron Works. 
Saiford Electric Wire Works. 

Springfield Lane Cable Works. 


LONDON : 10, HATTON ER E.G. 


INTERESTING FACTS: 


Our Pulley Plant is the 
largest in Europe, and only 
exceeded by one works = 
America. | 


It occupies a Salting 200 
feet by 125 feet. 


Capacity at present 50 
per day, being now increased 
to 100 per | 


SALFORD. 


‘SEN D FOR CATALOGUE. 


RICHARDS & x00, | 


NE 


250,000 ‘USE. 
OFFICE & SHOWROOMS:-23 & 24, “Whiteoroes Street, | 


RES 


PARIS Société Continentale Richards, 18, Rue de L'Hôpital, se Louis. | 
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PATENT GALVANISED TELEGRAPH WIRE. 


| 


THE TELEGRAPHIC JOURNAL AND ELECTRICAL REVIEW. 


ELECTRIC LIGHT ENGINES 


Mathes ASSES 


RANSOMES, SIMS & JEFFERIES, LD. 


Catalogues and Prices on application. 


BESTOS ik BILLITER 


All Goods are made at our 
FINE ASBESTOS PAPER, for Dynamos, &c. 


, Works, near London, and are 
ASBESTOS TUBES & CEMENT, for Electric Light Leads. of the best possible description. 
ASBESTOS FIRE-PROOF PAINT, for protecting wood- | 


work, troughs for leads, &c, à R 
ASBESTOS MILLBOARD STRIPS, for ditto. Specify SALAMANDER” Brand. 


ASB 


OF THE OF THE ASBESTOS TRADE. 


‘The ONLY COMPANY 
% in the World owning 


FINE ASBESTOS THREAD, for covering wires. Depots: NEWCASTLE-ON-TYNE, Quay Side; 
‘Mines in both ITALY 47 and 49, South John Street; GLASGOW, 60, 


PATENT SALAMANDER LUBRICANT, for Dynamos, &c. 
PACKING, NON-CONDUCTING COVERING for Boilers, &c. 


West Howard St 
Square ; ST, P 


+: CARDIFF, Mount Stuart 
BURG, Gostinoe Dvor. 


FREDERIcCE CO. 


CALEDONIA WORES, HALIFAX. 
FR to Der Majesty" s Government & Railway Companies 


BEST REFINED TEHLHPHONE WIRE. 


and CANADA. 3647 


100 Ib. COILS, HIGH CONDUCTIVITY. 
SPECIALITY:-TELEGRAPH WIRE, TO ALL SPECIFICATIONS. 


COPPER WIRE, hard "COOPER WIRE, aint ng lengths. ring. STR WIRE and TAPE for 
sizes for covering STRAND WIRE all — 
ANISED HARD STEEL STRAND for Mechanical Telephones. 


TF. WIGGINS & SONS, LONDON, M C À 


‘Wm. M. FOXCROFT 


‘Manafactarers of Mica Goods for Philosophical and ALL purposes. 
VERNMENT. 
(Successor to the late W. Foscroft, also F. Lucas), 


Telegraph and Telephone Case Manufacturer, 
36, PEROIVAL STREET AND 9, SMITH STREET, 


| 
GARDNER, 
| 166, FLEET STREET, 


ILON DON. 


To CLERKENWELL, LONDON, E.C. 
PATENT OFFICE | Messrs. Buoouan & Co (OMoes-PEROIVAL STREET). 

 Pamphlet of Custs Gratis. | | 

NE LA | Uhirty-five Years’ special practice with | Lock and Block, Single Needle, Bell, Sounder, Perforator, 
Ill ns. 


"à Photometer, Telephone Cases, Battery Boxes, &c., &c. 
il Provisional Protection (9 months 
4 Fall 1 PRIZB MEDALS, LONDON, 181; PARIB, 201 


nt (4 
£16 16s. 


TATIO 


Country by Accumulator 


mites 


Running on the Barking Rd. E., for the 


NORTH METROPOLITAN 

TRAMWAYS COMPANY, Ltd. 
Brery one should see these Cars. Certain to supplant horse and every other AE à / <= = ; 
. form of traction, Full Particulars fom the SECRETARY, "2 


UG TRACTION Co., Ld., New Broad St. House, LONDON, B. à 
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RUSTON, PROCTOR 


LIMITED. 


LINCOLN & LONDON 20, Row 


FO EVERY 
ECONOMY _IN_FUEL@ 
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CORNISH & LANCASHIRE BOILERS, WITH WELDED AND FLANGED FLUES 
LOCOMOTIVE, CYLINDRICAL & VERTICAL TUBULAR BOILERS 


FOR HIGH WORKING PRESSURES. 
SPECIAL DESIGNS FOR RESTRICTED GROUND SPACE. 


MANUFACTURERS OF 
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FOREIGN & COLONIAL 


GREAT WINCHESTER STREET, LON 


E.P.S. 


(Manufactured under the Patents of FAURE, SELLON, VOLCKMAR, SWAN, and Others), 
Supplied Direct in ITALY, PORTUGAL, HOLLAND, SWITZERLAND, CAPE OF GOOD HOPE, NDIA, &c., and through Licensees In many other Countries, 


The Company is prepared to undertake Concessions OUTSIDE the UNITED KINGDOM ee: 


THE ELECTRIC LIGHTING of TOWNS 


Upon the E.P.8. and KING’S System of Distribution for the Public Supply of Electricity from STORAGE BATTERIES, 
or by other Direct-Current or Alternating Systems. . 


ALSO CONCESSIONS FOR 
pLECTRIC TRACTION ON TRAMWAYS. 


CONTRACTS UNDERTAKEN FOR THE SURFET OF ELECTRICAL APPARATUS ABROAD 


THE SYSTEMS CAN BE SEEN IN SUCCESSFUL OPERATION IN LONDON. 


LIMITED, 


66, VICTORIA STREET, LONDON, s. Ww. 
‘WORKS: BIRMINGHAM. 


Scroll Bracket. 
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ARTHUR B. GILL & Co., 
Glertric Light and General Engineers, 
4 BOMBAY STREET, BERMONDSEY, LONDON, 8.E. . 


THE TELEGRAPHIC JOURNAL AND ELECTRICAL REVIEW. 


“INSULATED WIRES, 


ALL KINDS OF WIRE FOR TELEPHONE, TELEGRAPH INSTRUMENT & ELECTRIC BELL NOR. 


‘Cables for Electric 
Lighting, Flexible Leads, 


HALIFAX, 


Chandelier Wires, 


ENGLAND. 


PRICES OF ANY WIRE ON APPLICATION, ,, 


MANUFACTURERS OF 


ii 


| 


i 


WORK ABBEY MILLS CHEMICAL WORKS. STRATFORD €. 
 PENTREPOTH CHEMICAL WORKS .MORRISTON SWANSEA. 
I. AVENUE, LONDON. « 


THOMAS BARRACLOUGH & CO. Ltd. 


Makers of all the most Improved Machinery for Electric Wire ana 
Strand Covering, Lapping, Taping, Braiding, de., 
ALSO FOR 
STRANDING AND MAKING OA EBX. ESS OF EVERY SIZE AND DESCRIPTION. 


| Globe Works, Rochdale Road, Manchester. 


Sole Makers of GILL’S PATENT MAIN SWITCHES, which are practically 
everlasting. No sparking on the actual contact pieces. These switches improve 
with using. Makers of the “GILL” DYNAMO AND MOTOR, which are un- 
equalled for cheapness and efficiency. SUPPLIERS OF ALL ELECTRICAL 
REQUISITES. LIBERAL TRADE TERMS. 


Telegraphic Address: “ TORQUE.” 2949 


© BONS. 


H. & F. CHAMBERLAIN, 


Manufacturers of Pure Carbon Points, Tubes, Filters, 
Cells and Battery Plates of every descript ion. 


BARNSLEWV. 


Telegraphic Address:—“CARBUN BARNSLEY.” 3398 


ELECTRIC WIRES, 


Insulated Wire and Cables 
of every description for 


Electrical Instruments, 

Dynamo Machines, Electric 

Bella, Telephones, Electric 
Lighting, &c., &c. 


UNITED ELEOTRIO’ WIRE 


STANHOPE Co 


OF 


Wi 


Mh 


20 BUCKLE RSB UR 


PLATINA SCRAPS 


PURCHASED FOR CASH BY 


DERBY CO. 


44, CLERKENWELL ROAD, LONDON, E.C. 


59, THEOBALDS ROAD, 
LONDON 


ELECTRICAL DEPARTMENT, 
Telephone Annagelaters, Switches, Jacks, 
Gal ters, Indica 
Generators 


ENGINEERING DEPARTMENT, 
Builcer of any class of fine accurate 
chine work to drawing, model, or 
Manufacturer of impro Type riters 

‘Remington pattern). Wheel Cutting, Mili- 
Le . Screw TEA and Automatic ine 
ork a speciali 


CASE WO RKS, 
5, PIIŒNIX PLACE, 
GOLOBATH FIELDS, LONDON, 


MANUFACTURERS 0F 


description of Cast 


BY MACHINERY 


FOR 
TELEGRAPH, TELEPHONE, AUTOMATIC 
And Flectrical Instrument Makers 


| 
[| 


MAKERS OF 2. 


In Silk, Cotton, Worsted, &e 


BLAKEY, EMMOTT CO., 


H. THORPE, 


14a, Clerkenwell Green. London, E.C. iz 


THE SCHANSCHIEFF PORTABLE BATTERY CASED, 


IUlustrated Price Lists free 
on Application 
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2 2 28 NO. MICROPHONE USED. 
| } special terms to the trade 
| Enr exnart 
3289 
3020. 
BAI 
Inexplosible 
1900 
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MIX & GENEST 


TELEGRAPH, TELEPHONE & LIGHTNING CONDUCTOR MANUFACTURING CO. 


BERLIN, S.W. 
Contracts taken for Supply or Construction of Telegraph and pan age Lines all over the world. Domestic Electric Bells 
, Batteries. Richest choice of Domestic Telegraph and Telephone Supplies for any purpose and of every description. 
Inventors and Patentees of the Mix and Genert Microphone (Patented) fit for any climate. 


Multiple Switchboards (Patented). Dry Portable Microphone Apparatus for Military 
Cell: of highest efficiency. aNn 


Indicator. 


(Spindle) Lightning Conductor for Telephone Lines. 


Portable Desk and Table Micro-Teléphone Station. 


BAILEY’S MOTORS 


Actuated by STEAM, WATER, HOT AIR, PETROLEUM OIL, &o. 


RIC LIGHT INSTALLATIONS, INDUSTRIAL, DOMESTIC AND STABLE MACHINERY : WATER RAISING &o., &. 


FOR ELECT 


BAILEY’S PATENT HAAQ’S PATENT 
” 
BAILEY-FRIEDRICH” SAFETY STEAM MOTORS. HOT-AIR ENGINE. HIGH-SPEED STEAM ENGINE. 
Inexplosible Steady-Running, and Portable. Consumes 2 quarts of water per H.P, per day only. N For Driving other 


HAAGS’ PATENT 


BAILEY’S PATENT 


HAAG’S PATENT BAILEY’S PATENT BAILEY’S PATENT 


M pv MOTOR. HIGH-PRESSURE WATER MOTOR.  ‘THIRLMERE” WATER MOTOR, HYDRAULIC ORGAN BLOWER WATER MOTOR PUMPING ENGINE. 
Pré, KL... by Town's For use in Mines, and places |§ Much used fo~ Telephones, Dee OR WATER ENGINE. ‘For Lifting a portion of the water 
4 4 — available where bigh water pressures mos, and small installations of the Mostly used for driving the which drives the Engine to a 
pply. are available. Electric Light, Feeders of Pipe Organs. higher elevation. 


JUST PUBLISHED.“ BAILEY’S MOTORS,” an Illustrated Catalogue of the various Motors manufactured by W.H.B.& Co. Post Free, is. : 


W. H. BAILEY & Co. Ltd. 


COMPANY, LIMITED. . 
Offices:—27, Martin’s Lane, Cannon Street, London E.O. 


TELEPHONE No, 1,754 WORKS :—NORTH WOOLWICH. 


| Manufacturere of 
SUBMARINE CABLES, 
Patent Metallic Braiding, — 


Alpion Works, Manche ster. 


TELEPHONE CABLES. 


ELECTRIC 


 DYNAMO 
Silk Covered Wire, 


FLEXIBLE CORDS, 


202 
LIGHT CABLES. 
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BEST WIRE 


PHOSPHOR BRONZE 
CASTINGS, 
Phosphor Bronze 

for Springs, Ropes, Screws, 
Rods, Sheets, &c., Bearings, Bushes, 


and other wearing parts 
of Machinery ~~ 


BEWARE OF SPURIOUS IMIT ATTEN, FALSE REPRESENTATIONS. AND INFRINGEMENTS OF OUR PATENT me. 


ENAMEL, 


. COPY OF LETTER JUST RECEIVED AT NEW CROSS. 


A LEADING AND WELL-KNOWN ELECTRICIAN WRITES: 


“Having used your ENAMEL considerably for various purposes, I find that it has GOOD INSULATING 
PROPERTIES FOR ELECTRICAL WORK, being much better than the usual Insulating Compounds in use, 
which du not give such an appearance or finish as your EVAMEL.” 


SOLD RVERYWHERE, in Tins; or Post Free, 74., 4s. 6d., and 9s. ; for BATHS, 9d., 4s. 9d., and 3s. 6d. from Works, LONDON, - 


REJECT WORTHLESS IMITATION 


INSULATOR. 


WE GUARANTEE THE “ORDGEHOG’ : 
This Transformer to have ; 


A HIGHER EFFICIENCY TRANSFORMER. — 


ANY CLOSEO-GIRCUIT TRANSFORMER IN THE MARKET 


No Heat. Perfect Insulation. PRICES include Terminals. Base, 
Fireproof Cases Extra. 
Lamps | up.) Pie | 
25 | 1| 810 O| 300 s| 
ALTERNATING. and 50 | 2| 818 0 | 400 | 16) #0 
CONTINUOUS ¢URRENT WATT- PRIVATE ons, | 20 | 
METERS, MOTORS, INSTRUMENTS. | 100 
oy: | 250 | 10 0 0 y | 
IRON TESTED FOR THE TRADE. 7. Dee" 


* We do not recommend this site. © | 


BROOM HALL WORKS, TEDDINGTON, ENGLAND. srzm TO 


Accat 


| 


| it | | 
~~ |B 
x 
| Patent Silicium 
| Bronze and Silicium Copper | à 
Wire of Great Tensile Strength 
High Conductivity for Telephone 
and Telegraph Lines & othe 
© & | 
sous CAD Electrical purposes. 
D % Of the British and Colonial Patents, O V x 
| THE PHOSPHOR BRONZE 
87, Sumner Street, London, S.E. | 
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& \TEN A tT 
| FITTINGS. 
ADOPTED BY aie 
ADOPTED O2 3 SWITCHES, CUT-OUTS, 
Light AMP. HOLDERS & OTHER 
DORMANSSMITH 
AN CHE ST ER. 
INDEX ro ADVERTISEMENTS. 
The names of Advertisers, whose announcements are ordered for a series, are entered under 
hat if ender other per 
malators. Electrical Enei 
& Gorham ... one Sharp & Kent Manufacturing Electricians —0 wy Paes 
Foreign & Colonial E.P. Ss. oe D Stephens, Smith & Co. ove Nalder Bros. 9 
J, Stiff & Sons (Boxes only) Sup. 12 & Co. … J. Orme & Co Sup. 
elegraph Mfg. Co. ... Sup. 2 Price, Talbot & 
IHL Holmes & Co és Sup. 11 Western Electric Company Sup. 20 | Teleg: ne 
tos.— Rell’s Asbestos Co. 16, 17 Bernstein Electric Lamp a 12 Mica.—F. Wiggins & Sons … eee 3 
United Asbestos Co. ove eee Edmundsons, Limited (Swan)  Motors.—Cutiriss & Co. Sup. 12 
Auctioneers and Valuers (Mechanical). India: Bubber,G. P. &Tel. Whs.Co. Co. 13 
Sup. - M. Immisch 
Wheatley Kirk, Price & Goulty Sup. 11 Johnson & Phillips a ove 
India-rubber, G.P. & Tel. Wks. Co. 20 Thomson-Houston … ... Sup. 4 | Patent Agents.“H. Gardner ... 3 
Johnson & Philli Electric Light Carbons. Platina.—Derby & Co. | 
Jars.—J. Bourne & Son .… 13 Chaniberlain hag 
| or 10 Geil: Eléo. Co., Ld. (@. Binswanger.) Sup. 10 | Porcelain elain Appliances. 
1 Bells. eee eee up. & eee see Genl. ies, Ld. SR 
| Genl. Elec. Co., Lid. a. , inane. ) Sup. 10 Woodhouse & Rawson United ... 11 Taylor, Tunnicliff & Co. … 
Bollers.—Babcock & Wilcox Co. Sup.18 Porous sur & Sons Sup. 12 
Books. eee eee 9 
Berl y’s Electrical Directory Sup. 14 eee 5 eee eee 13 
Electrical Lighting Brighton Sup. 14 Genl. Elec.Co., Ld. (6. Bi 10 G. 12 
| Electrital Engineering Sup. 14 10 
Electrical Pocket Book Lan, Sons & Co. … Sup. 7 Signals.  . 

Elec. Transmission of Energy Sup. 14 Co Schools 
14 Walsall Electrical Co. Sup. 16 | Nerews.—Davis & Timmins … ... 18 

| W. M, Foxcroft eee eee a 8 Enamel.— Aspinall & Co. au aah 8 Switches. 
Brense Oo. * | Endatithic Ivory. Appleton, 18 
Chemicals.—F. W. Berk & Co. 6 Genl. Bloc. Co. LA. Binswanger.) Sup. 10 
Balles Co Light. Walsall Electrical Co. Sup. 16 
Gülcher Blecteie Light & P. Paxman Co. eee 10 T ph £ ee United il 
J. H. Holmes & Co. Sup. 11 Batley 
M. lmmisch... Sons & Co. eee see 15 ite. Go. eee ‘Sup 
eee eee eee ohn & eee . 
C. os yong à Scott . … 19 Ransomes, Sims & Jefferies 8 nsol. Tel. Const. & M. Co. Sup. 8 
W. Ro s & Co. Sup. 9 Robey & Co. … Electric Telephone Co. Sup. 7 
J. G. avies eee eee 13 S rt Gas Engine ia Sup 8 Toola._Chas. Churchill & Co. | Sup. “3 
= & Robinson | Sup. 3 
re.—D di. eee eee ee 
— te CombCc. Sup. 11 Fire & Sone Varnish.—R. A. Scott ‘ | 
North British Rubber Co.” 13 Phœnix Fire Office —... Valeanite (see Ebonite). : 
ce Works... 
{ppleton, Burbey & Williamson Sup. Glass Manufacturers. Wire (covered 
ey, Emmott & Co., Ltd. 6 Genl. Elec. Co., Ld.(G. Binswanger.) Sup. 10 Fowler Waring Cables Om ‘ 14 
R. Bolton & Co. ... : 12 | Incandescence Lamps. W. T. Glover & Co, 2 
Booth, Ellson & Co. a Sunbeam Lamp Co. io Wage 7 W. T. Henley’s Teleg. Works Co. 7 
Hall & Co. . 8 up. 19 — Wire Co. ese 
Co. eee ece ua G. P. & Tel. eee eee eee 
E 2 
Electric Traction C Corporation Sup. 6 | Insulators, &c.— Bourne & Son … 13 Parr elegraph Mtg. Co inate: |: ! 
Price, & Co. 19 
Elliott B Bros Sup. 3 Stiff & Sons ... = Sup. 12 ag & Rawson United ... 11 
en & Co. eee . Wire L vered) 
India-rubber & Te h L 3 Davis & Timmins ... ove 
Works Go.20 | Lu Ramsden, Camm & | 13 
Laing, Wharton & eee eee 1LiCOxX eee F. Smith Ca. 2 8 
Laurence, Pars Deen... … Bup. Wire Covering Covering Machinery. 
D Coo Dorman eee eee ee Barraclough eee 6 
Rashleigh Phi ses. Wood Casings, °S. Elliott 
C. A. hy Dawson | à Lancaster & Co. Sup. & Genl.E Elus. (a. Binswanger.) Sup. 10 
Ernest Scott & Co... ee + King, Mendham & Co. ... | Woodhouse & Rawson United 11 
Ronald A. Scott de. 5 & Soott. … ase | Wood and Turning. 
BOOK AD nes eee 7 D. H. Bonne Sup. 11 
Mice SEMENTS APPEAR ON Page 14 OF SUPPLEMENT. 
TiaemEwra relating to Situations, Articles for Sale and Wanted, Ge, Fe -» appear on Sup: 11 (middle of paper.) 


JOMPTON & CO. LIMITED see sur. 20. 


| 
| 
| 
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| FARADAY & SON’S 


NOTE.—Faraday & Son’s experience, in the manufacture of Fittings for 3, BERNERS STREET. 
when they made the whole of the ia the Swan Exhibit. Works: 9 & 10, NEWMAN 
INTERLOCKING THE LOCK AND BLOCK. 


The Board of Trade have again and n urged the ne ei and “ Block” connection between the 

men ffect “ We rking.” is great improvemen - Automatic Train Actio Lure. 
Particulars, Plans, and imates, apply to 


SAXBY & FARMER, Railway Signal Contractors Canterbury Road, KILBURN, LONDON, n w. 
Manuacturers of Railway Signals, Cabins, Interlocking Levers, Block Instruments, and Signal Work of every desertgtion, Hlesirical and Meshantent 


DAVEY, PAXMAN & Co., Engineers, COLCHESTER, 


Devote special attention to 
| ENGINES AND BOILERS REQUIRED FOR ELECTRIC LIGHT ee 
Telegraph Adäress:— 


PAXMAN, COLUHESTER." 


July, 1 


PRET 
2. 
: Horizontal High Pressure Goulet Comprend 
HE 
an Paten 1Semi-txed Componnd Engine PARIS EXHIBITION, 1889, 
om Two Gold Medals and One Siver Meta 
Go s and One Siy 
ta Whe 4 pro Poa Pre for their Steam Engines and Boilers, 


DAVEY, PAXMAN & CO. Engineers, COLCHESTER, 
Lonpon Orricz: 189, QUEEN VICTORIA STREET, E.C. 2068 


THE ENCINEERING Co. 


CAPITAL £'750,000. 


This Company has been formed to take over and carry on in all their branches the well-established Works and 
Factories, and the extensive organisations of 


THE ANGLO-AMERICAN BRUSH ELECTRIC LIGHT CORPORATION, LIMITED, 


AND THE 


FALCON ENGINE AND CAR WORKS, Ltd., LOUGHBOROUGH, LEICESTERSHIRE. 


This Company is prepared to receive and execute orders from any part of the world for COMPLETE APPARATUS 
for Central ELECTRIC LIGHT and POWER Installations, for the TRANSMISSION of POWER, for ELECTRIC 
TRACTION, PRE TRAMWAY CARS, and, generally, for all MACHINERY and APPLIANCES required 

in the various industrial applications of electricity. 3336 


| Fall Price Lists and Estimates on application to the SECRETARY, 112, Belvedere Road, LAMBETH, LONDON, 5.8. “a 


Telephone No, 3975. Telegrams: “DETECTOR, LONDON.” 


RASHLEIGH PHIPPS 


SHOW Rooms: 53, BERNERS STREET, LONDON, S.W. 


The Best Show of Fittings in London. 


ELECTRIC LIGHT ENGINEERS AND CONTRACTORS. 


Complete Installations or Wiring only carried out promptly. All Work Guaranteed. 
Trade supplied. me 


WorRES: WELLS MEWS, 


ELECTRIC LIGHT FITTINGS. : | 
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ACME. ELECTRIC WORKS, 


(ARTHUR ©. COCKBURN, M.LE.E., Manager.). 
Supply Department and Head Office: PRINCES ST., HANOVER SQUARE, W. 
ae FERDINAND STREET, CHALK FARM ROAD, N.W. 


SOLE AGENTS FOR 


ROYCE S DYNAMO 


FOR LONDON AND 54 MILES ROUND. 


MAKERS OF MAIN SWITCHBOARDS. 


Sole Manufacturers of Rooper’s Patent Lampholder for High 
Candle-Power Lamps. 


ee MAKERS OF AYRTON & PERRY'S SPRING AMMETERS AND YOLTMETERS. 


Cockburn’s Patent Switches and Cut-Outs and Electric Light and Telegraph 
Apparatus of all kinds. 


PRICE LSTs ON APPLICATION. 
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won RUBBER, GUTTA PERCHA, & TELEGRAPH WORKS 


COMPANY, LIMITED. 


Offices: 106, CANNON STREET, LONDON, E.C. 


DYNAMO MACHINES, 


Lamp Fittings, Switches and Testing Apparatus, Volt and Ampere Meters. 
CONTRACTORS FOR THE SUPPLY AND FITTING UP OF. 


ELECTRIC LIGHT APPARATUS 


OF EVERY DESORIPTION. 


INSTALLATIONS FOR CENTRAL STATIONS, SHIPS, HOUSES, OR FACTORIES. 


ESTIMATES ON APPLICATION. 


Works: SILVERTOWN, LONDON, E.- 


THE 


_ ANCHOR WORKS, PLAYHOUSE YARD, GOLDEN LANE, LONDON E.C. 
Manufacturers of 


COVERED ‘WIRES & CABLES 


OF ALT DESCRIPTIONS 


FOR ELECTRICAL INSTRUMENTS, ELECTRIC LIGHTING, 


BELL AND THLEHPHONH WORE. &C.m 


e 


/ | 
- 
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| 
| 
MANUFACTURERS OF 
| 


STEADINESS. ECONOMY. CHEAPNES 
LACOMBE & CO.—WORKS. LEVALLOIS PERRET, NEAR PARIS. 


tative—-HOLLAND DELL, 7, LITTLE EE 


| 


‘TELEGRAPH, TELEPHONE 


ELE OTRIC LICHELT 


LINE 


Every description of Material by 


THE TELEGRAPH MFG. CO., Lid., of { nese Warrington, 


As supplied to Home and Foreign Governments, the Principal Railway, Telephone, 
/ and Electric Light Companies. 


| THE GLOBE 
THE COFFIN AVERAGING 
COMPOUND ENGINE | 


WiLL GIVE THE MEAN EFFECTIVE PRESSURE MEF 
USED FOR ALL PURPOSES OF AN INDICATOR DIAGRAM WITHOUT COMPUTATION 
ALL SIZES 10TO 350 ABSOLUTE ACCURACY. EASY TO MANIPULATE 
WRITE FOR CIRCULAR NO CHANCE FOR ERROR. ONE DIAGRAM PER MINUTE 
MEASURED WITHOUT EFFORT. 


| 0 
JOHN MUSGRAVE SONS L' JOHN MUSGRAVE & SONS 
BOLTON. ENGLAND. 
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‘ELLIOTT BROTHERS, 


‘ol & 102, ST. MARTIN’S LANE, LONDON, W.C. | | 


(ESTABLISHED ieve). 


ENGINEERS AND ALL KINDS 


RLECTRICAL TESTING AND TELEGRAPH INSTRUMENTS. 


SUBMARINE MINING APPARATUS, &. CONTRACTORS TO H.M. GOVERNMENT. 


Sole Agents in England for Sir William Thomson's Standard Electric Instruments. 


Highest Award Paris Exhibition 1889, Only “Grand Prix” to any English Electrical — 


Address: “OHM,’ LONDON. Telephone No. 3852. 


91, CROSS STREET, FINSBURY, LONDON, E.C. 
Engineers and Importers of 


AMERICAN TOOLS AND MACHINERY. 


LARGE sHow ROOMS. 


The Largest Stock of Pr Ko 
AMERICAN MACHINERY AND TOOLS 
\ 

in Great Britain. | ‘- 


SPEED INDICATORS. 


TO ELECTRICIANS, &c. 


APPLIANCE®, and are in a position to supply 


«FITTINGS » 


Gea SWITCH OF ALL KINDS, AT LOW RATES. 
BRASS OR * 


Weight almost makes contact; a 
very alight pressure establishes it, 
and a vice versd action breaks 


nome, BORING, TURNING, SCREW-CUTTING, AND MACHINING IN ALL ITS BRANCHES, 
Very neat, and less in cost than 


the acoossories it displaces. Con- ROSS, COURTN EY & Co., 


tains a Cut-Out. Over 30,000 in 


guarantee the best workmanship, either in working out 
new designs or otherwise. Estimates Free. 


use, including 600 in Savings Bank OCKENDEN WORKS, OCKENDEN ROAD, LONDON, N. sess 


Department, G.P.0. 


Not a complaint received from — 
any of our clients. 


SOLE AGENTS FOR 
PATENT 


The Company having most ex- 
tensive’ and peculiar plant, are 
now prepared to supply the Trade 
with Accessories at lowest prices 


combined with highest quality. (Single, Double and Treble), 
Quick Break 
Switches and Cut gmt TELEPHONE, TELEGRAPH AND 
Outs à speciality WIRES 
| | = | À 85, -VIOTORIA ST. 
ur = LAMBETH HILL, 
ELECTRIC CO. 66, Victoria St., London, SW. LONDON, 


We are prepared to undertake the manufacture of ELecTRicaL | 


W PORCELAIN COVER | Our Works being fitted with the most Modern Tools, we can 


“a 
S| 
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| 
2 
Jon, EC. | 
ust /:|RÈNEW CATALOGUE, 180 PAGES, 
SCREW PITCH GAUGE. Sent for Is. 
WESTON 
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CEILING SWITCH 
y 4, BRAIDING & WINDING | | 
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a . MACHINES 
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ALTERNATING CURRENT ELECTRIC LIGHTING APPARATUS. || | 
The Instalment of over 150 Central Station Plants has demonstrated the Alternating Transformer System to be Superior to all 
others for distributing current from a Central Station over small or large areas for lighting and power Pr 
| 
ELECTRICAL STORES | [HOMSON-HOUSTON 
OF EVERY DESCRIPTION. 
SYSTEM OF 
‘Okonite” Wire | 
ELECTRIC TRACTION. 
int 57 LINES IN SUCCESSFUL OPERATION. 
1,000 MEGOHMS PER MILE. 86 NOW. UNDER CONTRACT. 
| 
W. 8. GRAFF BAKER, C.E., “ag 
Manager Railway Department. | 
LAING, WHARTON & DOWN, 


S2a, NEW BOND STREET, LONDON, W- 
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DYNAMOS. 
MOTORS. 


ECTORS 


(Admiralty Pattern and Military Type). 


SHARC HE S- 


| 


N. 


FOR PROJECTORS 


(RONALD SCOTT’S PATENT). 


MAIN SWITCHBOARDS 


(RONALD SCOTT’S PATENT), 


Adopted by the Lords of the Admiralty, and used throughout the Navy. 


THE ARC LAMP, 


Fittings of every description, either for Ship or House 


Lighting. 


LONDON, 
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ELECTRIC 


SOLD OUTRIGHT. ALL RIGHTS GUARANTEED. 


ARTICULATION ALWAYS CLEAR AND DISTINCT. SUITABLE FOR ALL PURPOSE, 


Prices from £1 Ss. to £4 Per Instrument. 
ESTIMATES FREE FOR SUPPLYING AND FIXING TELEPHONES AND LINES ANY DISTANCE, | | 


”#sse UNIVERSAL TELEPHONE COM PANY, 


11, QUEEN VICTORIA STREET, LONDON, m0. 


DISTRIBUTION 


[STATTER'S] Being a Patent for “ Producing and Dividing Electric Light,” No. 1996, of 1877. ‘UNITED, 


THE ELECTRICAL ENGINEERING CORPORATION, Ltd, 


are Proprietors of the above Patent, and warn the Public against | 


infringement. The following are Licensees: 


Anglo-American Brush Electric Wilson Hartnell. 

Light Corporation, Limited. Johnson & Phillips. 
Crompton & Company, Limited. Nalder Bros. & Company. 
S. Z. de Ferranti—London Elec- Paterson & Cooper. 

tric Supply Corporation, Ltd. Ernest Scott & Co. 

W. T. Goolden & Company. 

Hammond & Company. J. G. Statter & Company, Ltd. 
Laurence, Paris & Scott, Limited. 

3, Prince’s Mansions, 


PERCY E. SCRUTTON, Secretary. 
Victoria Street, Westminster. 4. 


PLANT WORKS :—West Drayton, near London, FITTINGS WORKS :—Albert Works, 36, Albert Embankment, SE, 


MORDEY~VICTORIA 


ALTERNATORS AND TRANSFORMERS, 


FITTINGS AND ACCESSORIES, 
FOR THE ECONOMICAL DISTRIBUTION OF ELECTRIC CURRENT. | 
Orders received for Plant for 20 CENTRAL STATIONS. Total Capacity more than 200,000 LAMPS. 


BOILERS, STEAM ENGINES, DYNAMOS, MOTORS, ELECTRICAL APPARATUS 


OF EVERY DESCRIPTION. 


‘THE BRUSH ELECTRICAL ENGINEERING Co. Li, 


112, BELVEDERE ROAD, LAMBETH, LONDON, S.E. 


S OIL ENGINE 


(Priestman’s and Humes’ Patents). 
USING COMMON MINERAL OILS ONLY. 


SPECIALLY SUITABLE FOR ELECTRIC LIGHTING. 


Printing, Pumping, Sawing, Threshing. Chaff Cutting. Gon Crushing, Driving Lathes, 


Paint and other 
NO COAL. NO GAS. NO STEAM. NO BOILER. 
| NO DANGER. 


NO SPARKS. NO SMOKE. NO NOISE. 
No extra charge made for insurance 


3368 


ham, 1888, and at Windso 


| Works HULL. 


Fullest Particulars on application to— 


PRIESTMAN Bros., Ltd. 


Siemens Bros. & Company, Ltd. | 
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Al COMPANY, 
mn: 26, RED LION SQUARE, LONDON, W.C. 


TELEPHONE INSTRUMENTS AND SUPPLIES. 


ELECTRIC TELEPHONE 


| MAGNETO TYPE, 
For Long Lines. 3645 Bas og Works well up to2 miles. 


SUNBEAM LAMP CO, 


LIMITEHD, 


GATESHEAD-ON-TYIVE. 
No 


THE WHOLE OF THE 
FIVE COURTS 
OF THE RECENT 


NEWCASTLE 
EXHIBITION 


SOLE MAKERS 


L AM 
P S. NT | B A 
U : J M 
ESS SN 


PUCES AND. PARTICULARS a M MIPS, 
À 
‘ | 
Telegraphic Adäress : 
“SUNBEAM, GATESHEAD.” 200 
125 


Were Lighted with 


0 CP,  menesr awarp. 


LEA, SONS 


CHARTERHOUSE STREET, HOLBORN CIRCUS, E.C. 


22222, 


Artistic and General GÉlectrie Aight Fittings. 


SPHCIALITY : 


ELECTRICAL GLASSWARE OF ALL KINDS. 


LIBERAL TERMS TO THE TRADE. 


Heap Orrices & Works. PENGWERNE WORKS, SHREWSBURY. 


No. 213023 448, 4d., Subj, 


“A” Type Instrument. | 


SILVER “MEDAL 
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FOR EXPORT TO ALL PARTS OF THE WORLD 


THE 


AND MAINTENANCE CO. LIMITED, 
109, FARRINGDON ROAD, LONDON, EC, 


Are the SOLE LICENSED MANUFAC- 
TURERS of TELEPHONES for Export and 
for use in the United Kingdom, under 
LICENSE granted to the Company by the 
UNITED TELEPHONE CO. of London 
(now the NATIONAL TELEPHONE CO.) 

NO TELEPHONES can be manufactured 
by any person or Company (other than 
the CONSOLIDATED TELEPHONE CO.) 
in the United Kingdom, and the said Com- 
pany offer a substantial reward for suffi- 
cient evidence as will enable proceedings 
to be taken against infringers ot these rights. 


CATALOGUES AND PRICE LISTS ARE TO BE HAD 
FREE ON APPLICATION. 


THE CONSOLIDATED TELE- 
PHONE CO. is prepared to supply 
‘the celebrated SIMPLEX ARC LAMP, 
which burns with great brilliancy and 
steadiness in parallel circuits. 


Sizes from 5 Ampéres Upwards. 4595 


THE CONSOLIDATED TELEPHONE CONSTRUCTING 


‘SINGLE LAMP COMPLETE, WITH GLOBE (ari: int small si) fun 90s, 


SIZES :—20 H.P. to 100 H.P. TUBE FIRING. 


DEPOTS 
sil | = = D 
Manchester.-5, Todd Street. EPOTS. 
Glasgow.—134, Buchanan Street. eee Newcastle-on-Tyne-4, Cloth Market 


Belfast.—13, Queen’s Square. 


Dublin.—62, Middle Abbey Street. Liv —28, North John Street 


THE SIMPLEST GAS ENGINE MADE. 


SPECIALLY ADAPTED FOR ELECTRIC mete 


London Office.-80, QUEEN VICTORIA ST., E.C. . 


| ANDREW & Coy., Ltd., REDDISH, STOCKPOL 


GAS ENGINE. of 24 H.P. Nominal 
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TELEPHONE, No. 3120. Telegraph Address: “SECOHM,” LONDON 


BROS, 


ALTERNATING CURRENT AMMETER, 


As supplied to most of the Leading Electrical Engineers, 


FOR USE ON SWITCHBOARDS, 


With large open Scale, Diameter of Dial 64 inches. 


| | | , 
TESTING 
Designed by Mr. Wilson for use according to the Mets | 
Specification of the 


LONDON ELECTRIC SUPPLY CORPORATION. 
TESTI NG INSTRUM 


EVERY DESCRIPTION 


MANUFACTURED. AND KEPT IN STOCK. 
NEW AND ENLARGED EDITION OF CATALOGUE WILL SHORTLY BE READY. 


Æ 


— 


NALDER BROS. & Co., 
132, HORSEFERRY ROAD, WESTMINSTER. 


ELECTRICAL ENGINEERS, 


Manufacturers of 


ELECTRICAL PLANT. 


Contractors 


COMPLETE CENTRAL STATIONS 


landon Representative: A. A. CAMPBELL SHINTON 66, Victoria Street, Westminster. 


Telegrams: “ DUNAMIS,” LONDON. Telephone No. 3156. 
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‘Telegrams: “ ELECTRICITY. 


ELECTRIC 


BINSWANGER,) (QF LONDON AND MANCHESTER) 


Managing Director. 


Works :—48, CHAPEL ST. SALFORD, MANCHESTER, 
& BENTHAM ROAD, HOMERTON, LONDON. 


Head Offices a Warehouses :— 


71, QUEEN VICTORIA STREET, 


CEILING ROSE 


(HIGH INSULATION.) 


9 INCHES. 


ALL ELECTRICAL SUPPLIES. 
WRITE FOR CATALOGUES AND ENGINEERING CARDS. _ Ad 


[ Telephone No, say, 


LONDON, EC 
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SAFETY IN ELECTRICAL DISTRIBUTION. 


IN a recent issue of Zndustries Mr. James Swinburne 
commenced a series of articles on “Safety in Electrical 
Distribution.” Any communication from the pen of 
this gentleman must command respect, and his utter- 


ances on the subject be of eonsiderable value. 


Dealing first with series arc circuits, the writer points 
out that for a current to be safe it is not enough that 
the wires should be perfectly insulated, the public and 
the companies’ servants should be protected against 
any accidents which might occur through the insula- 
tion breaking down. With reference to this it is 
pointed out that every arc lamp in'the market has its 
_ framework in contact with the circuit. The writer 
condemns this as a reprehensible practice, and in this 
we entirely agree. One reason why this insulation is 
not carried out is, of course, that, as regards the circuit, 
such insulation is not required, and to effect it a not 
inconsiderable addition to the cost of the lamp would 
be required. Again, everyone knows the dirty state 
in which insulated fittings are when in an exposed 
situation, a defect which is not remedied by the usual 
cleaning with oily cotton waste by the lamp attendant. 
It is almost certain, therefore, that simply to insert 
_ @bonite (or other similar material) in the form of 
washers or collets to separate the parts requiring in- 
sulation would not obviate the evil, as it would 
probably only insure a false security. The prevention 
of surface leakage in exposed situations is a problem 
which has baffled many, though, to tell the truth, no very 
great efforts have been made to effect a new departure 
in this direction, Earthing the frame of the lamp, as 
— out, could ensure security; but it is also 
% see that the are lamp insulations would always 
Siving way. No doubt the latter would be the 
al hes lamps are made as at present, but there 
why an alteration in the general 
Overcome the difficulty. Mr. 
trie : n says that danger of leakage at 
| ould be considerably reduced if the 


series working of the field magnets were abandon 

and separate excitation generally employed. With 
regard to high tension working, the one argument 
for which is the smallness of the conductor required, 
it is urged that 1,000 volts would practically be as 
economical in conductors as 4,000 volts, if we call to 


mind the fact that the higher the tension the higher 


the cost of insulation. This isa point which people are 
apt to overlook, but it is an important one. Insulation 
for high tension is not only expensive in first cost, but 
it is also expensive in maintenance, and it would pro- 
bably be economical in both respects’ to use heavier 
conductors comparatively lightly insulated. 

Above all, it is most important that in an installation 
arrangements be made so that proper tests of the cables 
can be made quite independently of the fittings. At 
present we believe this is never done, and, moreover, 
no attempts are made to effect such a desirable arrange- 
ment. If, for any purpose, tests of an installation have 
to be made, and it is requested that in order to test the 
cables the latter may be disconnected from the lamps and 
fittings, the reply is almost invariably—there will be 
considerable difficulty in doing this, as the ends cannot 
conveniently be got at. What would be thought of a 
telegraph cable company who gave a reply like this 
when they requested a report to be made on the con- 
dition of their cables? As Mr. Swinburne suggests, it 
is quite probable that the numerous accidents which 
have occurred in the States have toa great extent arisen 
from the eircuits never having been tested, and being 
taken as right until a breakdown occurred. Mr. Swin- 


_ burne says that it seems impossible for an arc cireuit, if 


it broke and fell over other wires, to make a contact 
and cause damage, as the field magnets would lose 
their magnetism almost instantly, and there would con- 
sequently be very little electromotive force available. 
If separate excitation were always used as suggested to 
help to prevent leakage at the dynamo it is obvious 
that the danger created by a broken wire would be 
seriously increased ; indeed, it would be a “dead” 
certainty. 
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In speaking of transformers Mr. Swinburne, though a 
well-known advocate of this system, does not hesitate 
to say that “there is always the chance of a contact 
between the primary and secondary circuits,” which 
might result in fires or dangerous personal injuries ; 
and he even argues that in the case of a tension not 
exceeding 100 volts a sensitive person, who made very 
good contact, might be seriously injured, if not killed. 
Possibly a method of obtaining safer insulation, 
without sacrifice of efficiency in transformers, will 
eventually be worked out, but the subject seems 
surrounded with difficulties. Attention is drawn to 
an important point, and that is that if contact does 
occur between the primary and secondary, the insula- 
tion of the cable is seldom fit to withstand 2,000 volts 
tension. Until a more perfect method of insulation is 
devised means of rendering any breakdown harmless 
are very necessary. The various arrangements sug- 
gested for this appear to have counteracting objec- 
tions ; thus Mr. Mordey’s proposal to earth the secon- 
dary in the middle, it is pointed out, would cause a fire 
if there was a leak on one lead. Speaking of automatic 
leak finders, which are arranged to cut any particular 
house in which a fault occurs out of circuit, the writer 
somewhat unreasonably argues that “If the light is 
put out through a fault on the consumer’s circuits he 
has himself to blame, as he is responsible for his leads, 
and has probably had them put up badly ;” it is diffi- 
cult to see how an untechnical householder, even if he 
has his work done by a good firm, can possibly ensure 
that his house shall be perfectly wired. Infallibility, ex- 
cept in the case of his Holiness the Pope, does not exist on 
this earth. We mentioned that it was argued that there 
is always a chance of a contact between the primary 
and secondary. This statement is, however, somewhat 
contradicted later on by Mr. Swinburne, as he states 
that ‘“ there is no reason why the primary should not 
be perfectly insulated from the secondary.” 

Referring to cases where a 2,000-volt circuit is only 
intermediate and is supplied from transformers fed at 
10,000 volts, it is argued that it would be most im- 
portant to have the 2,000-volt circuit earthed somewhere, 
especially if the 10,000-volt circuit is itself earthed, 
otherwise if the 10,000-volt circuit gets into contact 


with the 2,000-volt circuit it will easily penetrate the . 


insulation of the house transformers, and will run to 
earth at the houses. | 

Perhaps one of the most suggestive paragraphs in 
Mr. Swinburne’s articles is the following :— 

“There is another source of danger from trans- 
formers. If two neighbouring turns of the primary 
circuit come into contact, or, as more often occurs, if 
two neighbouring layers come into contact, they act as 
a short-circuited secondary on the transformer, and 
grow very hot. The neighbouring insulation is burnt, 


_ and more primary turns become short circuited until 


the primary fuse goes. This is not at all an unlikely 
contingency, for in many transformers there is a differ- 
ence of pressure of some hundred volts between the 
neighbouring layers of primary wire. A 10-horse 
transformer, for instance, if the fuses are set to go at 
15 H.P., will, if this accident occurs when there is no 


external load on, have 15 H.P. converted into heat in 
its primary coil before the fuses go. If not provided 
against, this may easily cause fires, and it is also not 
unlikely that when the whole apparatus is 

the primary and secondary may make contact, and 
that, as one fuse goes first when there is a gradual rise 
of current, they would be left in contact. In Ameries 
one eminent inventor has patented an arrangement, in 
which he places his transformers in a sort of stove 
with a chimney, so that if or when this catastrophe 
does occur the products of combustion are carried 
away by the flue without setting the house on fire, Ip 
this country all danger will be at an end when the 
Board of Trade rules are enforced, and transformers 
are confined in fire-proof cases.” 

Mr. Swinburne’s proposal to prevent gas accumulat- 
ing in culverts by causing a constant draught to cir. 
culate through them, this being effected by having a 
ventilating post here and there with a resistance 
(heated by the current) placed in them, is ingenious, 
but we should doubt the cost being small ; the amount 
of energy required for the purpose would, we imagine, 
not be inconsiderable. 


ARBITRATION. 


In view of the recent labour difficulties, and with the 
latest proposals for the formation of a Board of Arbitra- 
tion before us, it may be worth while to recall the 
result of mediation on the occasion of two of the more 
notorious strikes. This retrospect is perhaps enhanced 
in interest by the fact of arbitration having been pro- 
posed in the case of the Liverpool dock strike, where 


certain of the busybodies who so prominently figured | 


as would-be peace-makers in the case of the London 
docks and the coal porters’ strikes, unabashed by their 
lamentable failures on those occasions, again proposed 
to rush in where wiser men feared to tread. 

It will be remembered that the London dock com- 
panies were almost forced into arbitration, the public 
generally seeming to consider that the dock labourers 
had a veritable grievance. The immediate consequence 
of intervention was that the majority of the men 
returned to work, but scarcely had the difficulty been 
to all appearances satisfactorily adjusted, and while the 
Press was actually congratulating everybody on the 
termination of the struggle in a manner gratifying (0 
all parties, when, without the least warning, 8 most 
flagrant breach of the terms mutually agreed to, WE 
committed by the labourers. Precisely the same resall 
attended arbitration in the case of the coal 
strike, the stipulations of the agreement being con 
temptuously set aside on the very first occasion which 
called for an application of their conditions. 

It is instructive to observe reasons given for 20” 
compliance with the covenant—on the one hand the 
men affirmed that certain clauses were ambiguous, they 
insisted that the intention of some of the stipulations 
was the reverse to the reading of them a8 in 
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by the employers; and further, they declared that 
issues unforeseen in the drawing up of the compact had 
rendered impossible the fulfilment on their part of the 
clauses in question. | 

On the other hand, the leaders of the “labour move- 
ments,” on being appealed to in the more flagrant cases 
of contravention, declared their inability to compel 
the men to adhere to their engagements, and, with a 
callousness, searcely credible, remained passive while 
promise after promise was broken by their followers. 

So far as the men on strike and their leaders and 
organisers are concerned it is easy to appreciate their 
readiness to accept an arrangement which, while 
strictly binding the employers, permits the other party 
to repudiate whatever clauses or stipulations in the 
agreement it may subsequently be considered convenient 
to ignore or set aside. 

It is not an exaggeration to say that the practical 
result of arbitration has invariably been fiasco, yet 
without this teaching it can be very reasonably argued 
that the conditions which govern this species of media- 


tion are utterly opposed to an equitable solution of the 


dificulty. The arbiters depend for their knowledge of 
the relations existing between employers and employed 
entirely on ex parte statements, and it is a curious fact 
that far more credence appears to have been given to 
the representatives of “ labour,” vague and unsatisfac- 
tory as are generally their utterances, than has been 
granted to the cause of the employers. The exigencies 
which arise from day to day in all commercial transac- 
tions are not invariably alike ; the management of one 
particular business may be—in fact, almost certainly 
is—utterly different to that of another ; and the ques- 
tions connected with the supply and demand of labour 
differ according to circumstance and locality. 

So far as the sentimental attributes of arbitration are 
concerned, no doubt a neutral individual would be 
most likely to exercise an impartial criticism ; but he 
cannot be accepted as an efficient judge when the prac- 
tical conditions of a business with which he has no 
acquaintance are under consideration. Far more aggra- 
vated are the circumstances when the same individual 
is called upon to officiate in several disputes where each 
cage may involve dealing with an utterly distinct 
branch of industry. 

Arbitrators, as generally constituted, are far too apt 
to settle the question in contention by seeking a happy 
nsc This may be fair enough where there is a 
difference of opinion as to an interpretation of contract. 
But in the case, for instance, of a strike for higher 
wages, arbitration on the plan usually adopted must, 
whether rightly or wrongly, result in an increase of 
wage. So that the arbitration may be equally just to 
— 48 to men, it would be only fair that the 
ni case should be represented in the adjudication 
pu of a proposal to pay the same percentage 
wa pay wages as the men demand to be paid 
A settlement at some figure 
ac extremes would appear to be more equit- 
nyone for a moment would believe, should 

upon a lower rate than the current wage, 
would at all be likely to be accepted by the 


strikers, who have hitherto not been conspicuous for a 
faithful adherence to the conditions imposed by arbi- 
trement. | 


SOMEHOW Leeds appears determined 
to make itself noteworthy in con- 
nection with its electric lighting. At 
a celebrated trial which took place last week, known 
as the “ Salford Gas Scandal,” the court had an oppor- 
tunity, whilst investigating a “ gas ” case, of seeing how 
electric light behaved. During the opening of the 
case the remarks of the learned counsel, we hear, “‘ were 
rudely interrupted ” by the light going out, and at first 


Leeds and the 
Electric Light. 


he was under the impression that it was a “gas 


vagary,” but he found that it was the “ new electric 
light.” “The light having became once more brilliant 
and steady the learned counsel continued his address.” 
He had not proceeded far when the light again became 
dim, and went completely out. ‘The court,” we 
learn, ‘“ was now in a state of semi-darkness, the only 
light entering faintly through the glass in the roof, 
high above, except that which proceeded from a soli- 
tary gas bracket on one side of the building.” This 
collapse in a case relating entirely to gas and coal, was 
certainly very singular and amusing, and there was, 
we hear, general and hearty laughter as a consequence. 
Certain apologetic remarks were made by counsel 
“that they were not always like that in Leeds, and that 
this was done with the idea of impressing the Salford 
gentlemen, and to show them how well they could do 
that sort of thing.” The whole history of the electric 
lighting question in Leeds is of very much the same 
character and it has already been placed before our 
readers “how well they can do that sort of thing.” 
That is what the corporation has to show for the 
many thousands spent in “electric lighting ” (?) 


WE are glad to find that this excel- 
Engineer oi New York, lent paper is now to appear weekly 
instead of monthly as _ heretofore. 
Messrs. T. C. Martin and J. Wetzler, who have so ably 
edited another of our American contemporaries, will 
now conjointly conduct the Electrical Engineer, and we 
wish them the best of success in their congenial occu- 
pation. Mr. Martin is, we believe, an Englishman, 
although personally not so well known in this country 
as his colleague Mr. Wetzler, who visited England so 
recently as the autumn of last year. Under their com- 
bined influence the Electrical Engineer, as a weekly 
publication, should soon become the leading paper of 
the eastern part of the United States. 


THE genial American’s latest work, 
“A Yankee at the Court of King 
Arthur,” can scarcely be called a novel ; 
it is rather a political work in furtherance of the social 
democratic movement, yet it is a book which will well 
repay perusal. How this Yankee, a fierce and furious 
propagandist of anti-monarchical and aristocratic ideas, 
found himself in the company of King Arthur and the 
Knights of the Round Table at Camelot, is not for us to 
say, but he has not been there long, before in the light 
of the knowledge of the present day he determines to 
“ boss ” the whole business, The manner in which he 


Mark Twain’s 
Science. 
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speedily became second only to the king himself, how 
he started patent offices, telegraph services, telephone 
exchanges, and everything known to modern days, 
must be read to be realised. But there is one thing on 
which Mr. Clemens’s “ Yankee” prides himself, and that 
is the way in which in every instance modern science 
circumvented the magic of Merlin, or, as he terms it, 


the magic of fol-de-rol. The choicest example, to be 


seen on another page, forms a theme from which our 
gallant defenders, who utilise electricity in warfare, 
can get no end of the most valuable information. 
Mark Twain, although a highly successful man, has 
mistaken his vocation in life ; he should have been an 
electrical engineer. 


UNDER this title in its issues of 
March 8th, 14th and 31st, the Financial 


Limited, and United Times gives à sketch history of these © 


companies with comments, and winds 
up with a recommendation to the shareholders of 
Woodhouse and Rawson, Limited. The articles are 
interesting, and we should much like to hear Mr. F, 
L. Rawson’s explanations of the delay in the audit 
of the accounts to June 30th, 1889, of Woodhouse and 
Rawson, Limited. 


THE letter which we publish from 
Electrical Engineers, Mr. Sayers, and a request from Mr. 
Mordey that the remarks attributed to 
him at a recent meeting of the Institution should be 
corrected, which has been done in our “ Notes,” show 
that there is something not quite satisfactory in these 
official abstracts with which the technical press must 
remain contented. Our opinions on the decision which 
led to the change were given at the time it occurred, 
and we see no reason to modify the views then 
expressed. 


PROF. GEORGE FORBES points out 
in our Correspondence columns the 
difference between the average current 
over the period of an alternation and the maximum 
value during the same time, and shows that the use of 
an induction coil does not give reliable data upon which 
to base the physiological effects of alternating current 
dynamo machines. 


Medical Electricians 
in Error. 


EVERY form of popular literature is 

Magazine Science. bound nowadays to have an article or 
two occasionally on the scientific 

topics of the day, and magazines, whether old or new, 
feel constrained to fall in with the general custom. 
It would be as well, however, if the editors of such 
literature would take care that the writers are some- 
thing more than young men who, from want of ex- 
perience, are led to making statements and expres- 
sing opinions which those of maturer knowledge would 
have avoided. In the last issue, for example, of 


Murray’s Magazine, we have an article on “The 


Present Position of Electric Lighting,” by Mr. A. A. 
Campbell Swinton, in which we have many assertions 


| 


which can only be characterised as absurd. We ape 
told that before the close of the present year electrici 
for lighting purposes will be obtainable in all the more 
important districts of London and in many provincia) 
towns ; we then have a number of towns mentioned 
in many of which, as a matter of fact, the 
experimental stage has not been passed; yet ji 
is stated that in those places the system is in successful 
operation. For small installations, we are informed 
that gas and petroleum engines are largely employed : 
as regards the latter class of machines this is simply net 
the case, as although they are deserving of large use, up 
to the present they are but sparingly worked. (po 
now to the question of accidents, Mr. Swinton states 
that “ investigations have shown that these reports have 
in many cases been absolutely devoid of foundation, or 
gross exaggerations, propagated for commercial reasons 
by interested persons ;” if we were to say that “the 
contradictions of the accidents were gross exagge. 
rations propagated for commercial reasons by in. 
terested persons,” we should be much nearer the 
truth ; the fatal accidents have been authenticated. 
The statement that the placing of the mains under. 
ground secures the public from any possibility of harm 
is distinctly misleading, as it in no way affects the 
question of accidents due to transformers being short 
circuited ; it might as reasonably be argued that placing 
gas pipes underground prevents gas explosions, We 
are told that all risk of fire due to anything getting out 
of order may be avoided by having the installation in 
a house tested once a year by a competent expert. As 
a matter of fact the test which so-called competent 
experts take are of comparatively little value, they do 
not use high power and for this reason their tests are 
of little value ; and again the overheating which may 
be caused by the working current cannot be detected 
as likely to take place by any ordinary test. With 
the last paragraph of the article we can fully agree, 
viz., “It may be safely said that electric lighting has 
passed the experimental stage of its existence, and 
its rapid introduction is now assured. 


THE London Electric Supply Corpo- 

A nye’ ration shows a profit of a little overs 
£1,000 for a year’s working, but when 

one considers the difficulties which will beset the 
directors when everything is carried on from Deptford, 
it is doubtful whether even this small sum will rank 
as profit at the end of another twelve months. The 
eables have cost over £40,000 already, but we do not 
hear that the Ferranti mains have justified the ex- 
penditure upon them. We had hoped to be able 
to say something of a favourable nature respect 
ing the future prospects of this corporation, but there 


does not appear to be anything in the report © 


the shareholders to justify us in altering or even modi- 
fying the views we have so consistently held respect 
ing this 10,000-volt scheme. It is, however, no 
unlikely that the system of the Corporation will be 
reconsidered, and a reasonable method of dealing with 
high tension distribution ultimately adopted, for even 
those who were among the most sanguine of Mr. Fer- 
ranti’s supporters must now be very dubious 48 to the 
practicability of his ambitious designs ; but it is 
evident that a powerful converter is required to 00! 
vince the directors that they should retrace their steps 
before it is too late. The gist of the whole thing lies 
in the second paragraph of the engineer's report. 
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LIGHTNING CONDUCTORS. 


By 8S. ALFRED VARLEY. 


(Continued from page 343.) 


The capability of a Leyden jar discharge to »ver- 
come resistance, ought to be, it is thought, directly as 
the energy statically accumulated. It would therefore 
seem to follow that the length of wire capable of being 
deflagrated should increase directly as the energy 
accumulated in the Leyden battery increases, and 
as the energy of a statical charge increases as the 

nare of the potential to which the charge is raised ; 
doubling the potential of the charge would, it is 
thought, increase the length of wire capable of being 
deflagrated four times, the same law governing dis- 
ruptive discharges, whether the path of discharge be 
the molecules of a gas, or the molecules of a metallic 
conductor.* 

The writer would direct attention to the strong 
analogy that exists between a bullet discharged from a 
rifle, and a Leyden jar discharge. Both the Leyden 
jar discharge and the rifle bullet represent the unlock- 
ing of energy previously statically occluded. A Leyden 
jar discharge is theoretically capable under certain 
assumed conditions of developing a current approaching 
to the infinitely great, and so also is a moving rifle 
bullet theoretically capable of developing am infinite 
amount of force during an infinitely small interval of 
time. The inertia opposed by a tree to a rifle bullet at 


* It is stated at page 244 of “ Elementary Lessons on Elee- 
tricity and Magnetism,” by Prof. Silvanus Thompson, as the 
result of experiments made by Messrs. De la Rue and Miiller, 
Reiss, and Sir William Thomson, that, roughly speaking, the 
length of spark between two conductors increases as the difference 
between the potentials ; and further, that Sir William Thomson’s 
experiments confirmed the results obtained by Reiss, and indi- 
cated that the sparking length exceeds slightly the difference of 
potential. In the face of such authorities it may seem rash to 
express the opinion that the breaking down force increases as the 
square of the potential, but the writer feels himself justified in 
doing so from results obtained by him, in conjunction with his 
late brother, when he was a boy, more than 40 years ago. Six 
Leyden jars which, when charged to the potential at command, 

tan air space of about half inch, were mounted on glass tubes, 
and after being charged, side by side, they were suddenly arranged 
in series by pulling a string. According to what is stated in 
Silvanus Thompson’s work, the discharge ought to have been 
capable of bridging an air space something over 3 inches, but heavy 
thick sparks were obtained through 16 inches of air with certainty, 
and occasionally through 18 inches, the length of the spark being in- 
fluenced by the simultaneousness with which the jars were 
connected in series. The results obtained by the able physicists 
whose names have been mentioned, are due undoubtedly to the 
a the experiments were performed. The writer does not know 

e date of Sir W. Thomson’s experiments, but they practically 
confirm some experiments made by the writer, he thinks, at an 
earlier date than those of Sir W. Thomson. The writer’s experi- 
der to, are. described in the published proceedings of 
rs on titution of Civil Engineers of 1858. In the experiments of 
a a the discharge occurred between flat parallel plates, 
me ey will be referred to further on in the article as supporting 
sde eds contention that electric currents travel theoretically 

ca centre of conductors than through their outer 
a a eg would here interpolate the remark that he feels 
des | on discharge occurred in Sir W. Thomson’s experi- 
re fey Pe e neighbourhood of the centre of the plates, and 
‘the e touches the key note of his contention in respect to 
po dition” + electric currents. He would also add, that the 
ch prevail when discharge occurs between two 
zn ball, ates are very different to those of a discharge between 
eed ons rs dence by an air space or through a wire which 
of th Le panes. _ The experiments made through air spaces 
ean te +th of an inch with De la Rue’s battery of 11,000 cells, 
Overlook ee sufficiently reliable to establish a law. 
1 er here difficulty of perfectly insulating a battery of 
through such rue qu liquids, the dust floating in the atmosphere 
results ue. ah spaces as ,jjth of an inch, would affect the 
many years ed. Experiments carried out by the writer a great 
through A went to show 200 volts would establish a path 
was ine at oy blacklead of commerce which a lower voltage 
potential of oa effecting, and he further found a difference of 

= ph bn 600 and 700 volts created a path for itself 
sphere in © than inch of the dust deposited from the atmo- 
uns Sp Mss rooms ; that being so, it may be fairly 
vin Volts would be capable of constructing a dust 
do the same à space of -isth of an inch, and 10,000 volts would 
across a longer air space. 


the moment of impact is infinitely great, and the bullet 
not overcome this inertia, instead of doing so it 
penetrates into the wood, the inertia of the bullet only 
(speaking practically) being overcome and this not 
quite suddenly. 
The transformation of energy which results from 
inertia overcome occurs almost wholly in the bullet, 
whereas the transformation of energy arising out of 


cohesive force overcome takes place chiefly, if indeed 


not entirely, in the tree; at the same time the heat 
developed in the tree as well as that in the bullet repre- 
sent energy which was occluded in the gunpowder. 

If the above analogy holds good then it would seem 
to follow that the bursting up of a conductor arises out 
of the cohesive force binding together the atoms of the 
molecules being broken down, and not to overcoming 
inertia, and if this be so, the query suggests itself 


whether magnetism is developed in the conductor 


when it is deflagrated by a Leyden battery discharge ; 
the query here raised could probably be set at rest by 
taking a length of platina wire which a given statical 
charge is capable of deflagrating when in a straight 
length, and wrapping it into spiral so as to increase its 
self-induction and then discharging the statical charge 
through it, or the spiral might be wrapped on a glass 
tube in which a soft iron core was inserted. If 
magnetism be developed by x discharge capable of 
deflagrating a conductor, the inertia would be greatly 
increased by the iron core the act of discharge would 
be prolonged and the platina wire not deflagrated. 
When a Leyden battery is discharged through a con- 
ductor, which it deflagrates, the circuit is completed 
through an air space and this air space determines the 
potential at which discharge occurs, for it is the resis- 
tance the air molecules oppose which enables potential 
to be accumulated. The conductor which becomes 
deflagrated during the short interval of time occupied 
by the act'of discharge may oppose a resistance quite 
as great as that opposed by the molecules of air, the 


writer himself feels very sure that the deflagration of 


the conductor represents a much greater expenditure 
of energy than the breaking down the molecules of the 


air path, for the reason not only that there is more . 


matter and therefore more inertia, and also because the 
cohesive force of the metallic molecules individually 
is probably greater than that of air molecules, and the 
number of molecules whose cohesive force has to be 
broken down is greater in a long metal conductor than 
in a short air. path. 

Electricity has no weight and therefore the inertia, 
both of air as well as metallic molecules, is necessarily 
infinitely greater than that of electricity and whatever 
may be the modus operandi of energy associated with 
a statical electrical charge, when a conductor is defla- 
grated an expenditure of energy at least equal to that 
binding the atoms of the molecules together must be 
necessary to separate them. 

The electric current developed during the act of a 
Leyden jar discharge, inconceivably rapid as it is, must, 
like that produced by a galvanic battery, commence asa 
small current and rise to a maximum, then the molecules 
composing the air path give way, or commence to give 
way, when the statical charge is at its highest potential, 
and their breaking down is coincident with the begin- 
ning of the dynamic current developed ; the resistance 
opposed by the air path now becomes greatly reduced 
as a consequence of heat produced and by far the 
greater part of the energy accumulated in the Leyden 
battery is expended in overcoming the cohesive force 
of the metal conductor deflagrated. 

The deflagrating capabilities of Leyden batteries 
seem very remarkable. Mr. Crosse has told us that he 
could fuse into balls 30 feet of iron wire of about No. 
40 B.W.C. in one length with his Leyden battery 
charged with 230 turns of an ordinary 20-inch fric- 
tional cylinder machine and having a surface on the 
one side of the jars of 73 feet. The energy accumu- 
lated in such Leyden battery must be very small com- 
pared with that which dynamos deal with; and that 
so small an amount of energy should be capable of 
breaking down a chain of molecules 30 feet long, 
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‘can only arise from the fact that its dissipation is 
concentrated over so small an interval of time. 

Now it will be seen, the writer thinks, that a wire 
could not possibly be deflagrated by a Leyden battery 
discharge did not the wire oppose inertia, any more 
than a mass of wood could be penetrated by a rifle 
bullet were it not for the inertia which wood possesses. 
It is worth noting that in the example of the rifle 
bullet the vehicle of energy is matter which possesses 
inertia and consequently work is performed in the 
bullet itself, the vehicle of the energy, but in a statical 
charge there is an accumulation of energy unhampered 
' with inertia and, therefore, unlike the rifle bullet, there 
is no local transformation of energy in the vehicle, and 
consequently the whole of the energy is available for 
doing work in the metallic wire: 

The writer is disposed to think, unless he should be 
corrected by experiment, that when a wire is deflagrated 
by a Leyden battery discharge, little or no magnetism 
is developed, the cohesion binding together the atoms 
of the molecules being overcome instead of inertia. 
Magnetism he considers to result from overcoming 

‘inertia, and the overcoming inertia involves time, 
prolonging the act of discharge and if the inertia of 
the conductor is capable of delaying the rate of a 
Leyden battery discharge, deflagration would not 
occur. 

All conduction is preceded by induction, the mole- 
cules of a path of discharge being subjected to more or 
less stress before conduction occurs. Dielectrics such 
as glass or gaseous matter may be regarded as being. 
conductors whose specific resistance is so high that 
conduction cannot be said to fairly take place until 
there is sufficient energy to break down the cohesion 
of the dielectric structure ; the deflagration of a wire 
by energy accumulated in a Leyden battery, it is 
thought, is an example of disruptive discharge, in 
every way resembling a discharge through a dielectric, 
but the expenditure of energy which the deflagration 
of a length of wire involves must be very much greater 
than that required to break down a space of air or the 
structure of a glass plate; in the case of the wire 
deflagrated, the cohesive force of a long chain of mole- 
cules has to be overcome, whereas a very small number 
of molecules comparatively are disrupted when an air 
space or a sheet of glass are broken down electrically. 

It is quite true undoubtedly that a higher potential 
is required to break through glass, or an air space, than 
is necessary to break downa metallic wire, but the 
actual expenditure of energy is very much less for the 
reason that the expenditure of energy practically only 
commences after the breaking down has been effected 
and when the resistance of the path has become con- 
sequently very much reduced. In the case of a wire 
disrupted the resistance of the circuit increases and 
continues to increase up to the moment of disruption 
and nearly the whole of the energy of the statical 
charge is concerned in breaking down the molecules of 
the wire deflagrated. 

When a statical discharge deflagrates a wire there is 
ocular evidence of a considerable development of heat, 
but when a precisely similar discharge occurs through 
an air path only, or a sheet of glass the evidence of heat 
having been produced is not so apparent. The energy 
accumulated, and dissipated, we may be sure, is the 
same in both cases, and the query is suggested, how is 
it that the dissipation of similar amounts of energy do 
not appear to give rise to similar developments of heat ? 
It is thought the answer to such query is fairly simple, 
if it be only grasped that a principle of continuity con- 
nects all physical phenomena. 

It has been pointed out in this, and in previous 
articles, that continuity can be traced between voltaic 
couples, plating baths, and Leyden jars, and that two 
platina electrodes immersed in an electrolytic liquid are 
to all intents and purposes a Leyden arrangement, the 
electrolytic liquid taking the place of the dielectric 


glass which divides the metallic coatings of an ordinary - 


Leyden jar. 
A Leyden jar may be considered as being not unlike 
a voltaic couple whose internal resistance approaches 


the infinitely great, at the same time it comports itself 
(under certain conditions) when discharge occurs ag a 
voltaic cell whose internal resistance approaches the 
infinitely small; there is, however, a distinctive and 
important difference between a Leyden arra 
consisting of two platina electrodes immersed in an 
electrolytic liquid and the ordinary Leyden jar, yiz, 
that when discharge occurs between the + and — 
charged platina electrodes, the electrolytic liquid which 
is the dielectric medium forms part of the circuit, and 
the resistance it opposes 7s a@ very important element in 
determining the rate of discharge. 

In an ordinary Leyden jar the statical 
accumulated on its inner and outer surfaces js 
retained there by the cohesion of the glass, and also 
by the cohesive strength of the air molecules form 
our atmosphere. Discharge may be brought abont 
either from the energy accumulated being sufficient to 
overcome the cohesion of the glass, or that of the air 
molecules, and it may also be brought about by the in. 
troduction of a conducting path between the oppositely 
charged surfaces. Now, as a statical charge is prevented 
from discharging simply by the resistance opposed by 
the glass and also by that of the atmosphere, and 
as electricity has no inertia, the speed with which it 
travels at the time of discharge is determined solely 
by the resistance of the path ; were it possible to obtain 
a path that opposed no resistance the discharge would 
be completed in an infinitely short interval of time, 
and that being so, we have the explanation supplied of 
how it is that a Leyden jar when discharging is capable 
of comporting itself as a voltaic couple whose internal 
resistance approaches the infinitely small, notwithstand- 
ing that a Leyden jar when regarded as a voltaic 
arrangement, as it may fairly be, resembles one whose 
internal resistance approaches the infinitely great, 

Now, inconceivably rapid as is a statical discharge 
which deflagrates a wire, it occupies more time than 
a similar discharge through a short air space. When 
a wire is deflagrated the resistance opposed increases as 
the wire becomes heated and continues to increase up 
to the moment when the cohesive structure gives way 
to electrical pressure. It is the resistance opposed by 
the air path which determines the potential at the time 
the discharge commences, but the bursting up of the 
length of wire is evidence of the resistance opposed by 
the wire, seeing so large an amount of heat is developed 
in the metal path. That a wire can be burst. up bya 
Leyden battery discharge arises, it is thought, from the 
current that is developed reducing the cohesive strength 
of the metallic structure and the resistance which it 
opposes becoming increased more rapidly than the 
potential becomes reduced, or, at all events, than the 
accumulated energy is being dissipated ; but, neverthe- 
less, there must have been a very considerable fall of 
potential before actual deflagration is effected. 

Now, when a statical discharge takes place through 8 
short air space only, the breaking down of the alr 
molecules commences when the charge is at its highest 
potential, but the energy dissipated in the air path is 
comparatively small, because heat developed in an air 
path (unlike that which occurs in a metallic conductor) 
reduces its resistance very largely, and the greater 
of the electricity accumulated in the Leyden jar, 88 à 
consequence, passes through a parth of greatly redu 
resistance and therefore the discharge becomes 4 
pleted in a shorter period of time. Now, as the curren 
developed when a statical discharge occurs 18 ag 
inversely as the time in which it is effected is less, te 
current produced is much greater when the path 4 
discharge consists solely of a short air space, gr 
the addition of a length of wire, and precisely à 
similar way as when the two poles of a voltaic x ee 
are bridged by a path opposing only nomins! rs 
sistance, energy becomes chiefly dissipated throug 
medium of heat developed in the cell, so a larger per 
centage of the energy accumulated as statical © 
becomes dissipated in overcoming resistance to hi 
passage of the current from the surfaces of the 8 
jar and through the metallic coatings. 

(To be continued.) 


the 


| 

| 3 | 
… 

| 

| 


4, 1890.) 


THE TELEGRAPHIC JOURNAL AND 


ELECTRICAL REVIEW. 871 


ON THE EXCITEMENT OF ELECTRICITY 
AND HEAT IN ELECTROLYTES. 


By MAX PLANCK (Annalen der Physik in Chemie). 


(Continued from page 341.) 


Section 2.—Complete Equations of Movement. 


m ing equations render it possible to 
of the ions of each kind which, 
in the element of time, d t pass through the six lateral 
planes of a space element, dT = à x à y à z, and con- 

uently to give the time alteration in concentration. 
Thus the expression (1) gives for the positive ions of 
the first kind which enter : 


3 3 


+37 ae 


As pR.dT ions are present in the spacial element, 
the above expression gives the variation of this number 
in time, and we have : 


.ap+ue.[; (re) +3, (P55) 


+33 


and similar equations for the remaining positive ions. 
In like manner we obtain for the negative ions of the 
first kind the equation : 


é è à 8¢ 


for the remaining kinds. 

These differential equations, with the aid of the con- 
ditions of limits, permit the whole course of the move- 
ment to be computed if the potential function, 9, is 
known as a function of x,y,zandé. This, however, 
is not generally the case, but $ must first be determined 
from a special differential equation. If we denote by p 
the spacial density of the free electricity (measured 


electro-magnetically), then, by reason of the charges of 
the ions : | 


On the other hand we have the identity : 
K.Aÿ=4rc?.p, | (7) 


in which K is the constant of the dielectricity of the 


water, c the so-called critical speed of Clausius, conse- 
quently : 


— 
à If we add the equations (5) for all the positive kinds 
fons and from them subtract the equations (6) of 


the negative kinds of i si 
the left side we have then, by introducing. 4 ¢ on 


e2 


From this equation the chan in ti 
ge of Agin time can be 
er if the values of the pressures 
initial pr U and V, as well as 6) are given for any 
sx state in the entire space. By means of ¢ the 
ments of the single ions at any time can be calcu- 
er À = the above equations. The great value of the 
ent c’ on the left in the denominator is charac- 


teristic for the last differential equation. In conse- 
quence, Agand, therefore ¢, at any given initial condition 
vary with extreme rapidity in comparison with the varia- 
tions of the osmotic partial pressures and the concentra- 
tions, 7.¢., all parts of the solution are almost instantly 
charged with free electricity. As soon as this has taken 
place .e., as soon as A ¢ no longer varies very rapidly, in 
time the left side of the equation becomes approximately 


= 0, and we obtain a differential equation for $ in 


which time no longer formally occurs. The entire 
process, following upon any given initial condition is 
resolved into two distinct portions, the process of 
“charging” and that of diffusion properly co-called. 
The former requires only a very short time so that the 
concentrations may during its occurrence be regarded 
as essentially uncharged. Its end is reached when ¢ 
has everywhere assumed the value which appears from 
the subjoined equation : 


+ st] =0. (9) 


Then follows the diffusion, since $ constantly obeys 
this equation, and A + as well as the electric charges 
vary now more slowly according to the concentration. 

Though the duration of the process of charging 
cannot be experimentally determined, it is of interest 
to obtain from theory a representation of the magnitude 
of this time, as it will be explained below in a simple 
case. 

We shall be in the first place concerned with the less 
rapid main process, to which the last equation applies. 
From it we obtain by integration over any given space 
within the solution with the superficies d « and the 
internal normal > the relation : 


€ ov 


or if we utilise equation (3) : 
Sdoe.iv=0. 


That is, no electricity flows in or out through a closed 
superficies. Further, equation (7) tells us that the den- 
sity p of the free electricity is everywhere very small, 
of the order l/c? (in an electrostatic measurement it 
would be lc) so that the positive and negative ions 
contained in a part of space are approximately equal in 
number. Therefore 


This equation, as it is well known, forms the initial 
point of the researches of Nernst. 


(To be continued.) 


LA 


ELECTRIC LIGHTING AT THE UNIVERSAL 
EXHIBITION OF 1889. - 


(Concluded from page 346.) 


Messrs. Latimer Clark, Muirhead and Co., of London, 
had installed, class 63, a compound dynamo capable of 
producing a current of 400 ampères under 85 volts, but 
actually producing by reason of the small number of 


lamps it had to supply, only 175 ampères and 85 


volts. This dynamo was likewise worked by a gas 
motor lent by the Compagnie Parisienne. 

Messrs. Crompton & Co., of Chelmsford, had installed 
three Westinghouse engines of 100 H.P each, having a 
speed of 300 revolutions per minute, and supplied with 


steam from the syndicate’s station. These engines were . 


employed to work six Crompton dynamos, two pro- 
ducing each 25 ampéres and 220 volts at 1,200 
revolutions, and four producing each 100 ampéres and 
220 volts per 1,000 revolutions. The total service 
entrusted to this firm did not exceed 180 horse, and a 
steam engine and two dynamos were képt in reserve. 


À 

58 
the 

an 

ich 
and 
tin 

is 

ing 

out 

aly 
ted 
and 
h it 

uld 
me, 
ble 

nd- 
taic 
1088 

as 

ay 

by 
ime 

the 

by 
a 

the 
» it 

the 

he- | 
rh a 
hest | 
air | 
as 4 
ced 

ant 
ater 
of 
iple | 
le 
the 
D | 
the 
lass | 


THE TELEGRAPHIC JOURNAL AND 


372 ELECTRICAL REVIEW. [APRIL 4, 1890, 


The Ateliers d'Œrlikon, whose show was a very 
remarkable one as regards both their mechanical and 
electrical plant, supplied their lamps by means of a 
compound dynamo of 200 ampères and 65 volts, 
worked direct by a 50 H.P. vertical motor with 
a speed of 240 revolutions per minute. 

MM. Alioth et Cie.’s installation consisted of a four- 
pole dynamo excited in series, called Helvetia, making 
460 revolutions per minute, and furnishing a current 
of 8 ampéres under 1,500 volts. This dynamo was 
worked by a vertical compound steam engine of Sulzar- 
fréres’ construction, and had a speed of 250 revolu- 
tions per minute. 

Like the preceding one, this installation was very 
complete in every respect, and was much noticed by 
competent judges. | 

Installations de l Esplanade des Invalides.—When we 
opened negociations with the administration the 
lighting of the Esplanade des Invalides formed no 
part of our scheme ; but at the very urgent solicita- 
tions of the commissioners of the Algerian and Tunisian 
colonies we agreed to undertake the partial illumina- 
tion of this vast site... | 

This portion of the lighting was supplied by :— 

1. A station established by the Compagnie Electrique 
close to the Javanese Kampong. 

2. A station established by M. Garnot in front of the 
Pavillon des Postes et Telegraphes. 

3. A locomotive placed upon the Seine embankment 
by the Société l’Eclairage Electrique. 

4. A. dynamo worked by a steam engine installed 
in the pavilion of Messrs. Geneste et Herscher. 

9. Lastly, by a current from the central station of 
= Société l'Eclairage Electrique in the Champ de 
These electrical stations comprised 2 boilers, 4 steam 
engines, 3 gas motors, and 9 dynamos, total power of 
which was 250 H.P. 

The syndicate possessed, therefore, in mechanical 
and electrical plant, for the lighting of the Champ de 


Mars, the Quai d’Orsay and the Esplanade :—30 steam 


boilers, 31 steam engine, 14 gas motors, 96 dynamos, 
and 370 accumulators, the total normal power of which 
slightly overstepped 4,000 H.P. 

I gave -you in March last, the distribution of the 
lamps required by the administration and told you 
that the syndicate contemplated installing 1,000 arcs 
and 10,000 incandescent lamps. 

Actually the syndicate installed :— 


1. For the public service, 1,093 arcs and 8,839 incandescent lamps. 
2. For private consumption, 406 ,, 3,816 


” »” 


Total ete tee 1,499 12,655 


» 33 


It remains for me to examine with you the results 
of the syndicate’s work from the point of view of 
luminous intensity and regular lighting in the various 
sites open to the public after nightfall. | 

First of all let us take the Palais des Machines as it 
was some months ago. | 

The lighting is complete, and apart from some arcs, 
whose lights vacillate slightly, the lamps are working 
with remarkable steadiness. 

The entire length of the central longitudinal avenue 
is brilliantly illuminated ; the higher lustres have a 
very fine effect ; the aspect of the entire enclosure, the 
pillars and roof of which are clearly distinguishable, 
is altogether satisfactory. 

Both the two longitudinal gangways nearest the cen- 
tral one are furnished with 20 regulators of 25 ampères, 
they are less brilliant than the central avenue but are 
nevertheless, completely lighted, and the details of the 
exhibits arranged to the right and left are plainly 
discernible by visitors. 

The same remark applies to the next two passages. 

The two passages which run along the pillars border- 
ing upon one side the nave and upon the other the two 


aisles, only receive light from the large central furnaces | 


(foyers), the arcs in the aisles and the 25 ampére arcs 
placed above the other passages. 


The lighting, which is adequate and even abundant 


in those parts of the Exhibition devoted solely to 
machinery, is, in my opinion, too feeble in the neigh. 
bourhood of the large factory installations—that ig & 
‘say, distilleries, paper factories, &c. 

The transversal walks are all well lighted. The 
and the first story, furnished with several hundreds of 
eight ampères regulators, are abundantly provided for. 

The general impression is this : if, commencing ony 
visit at the furthest longitudinal passages, we walk 
through the Palais so as to conclude our -visit in the 
central avenue, we are struck with what appears to be 
the perfection of lighting ; if, on the other hand, we 
start at the central avenue and finish in the 
alongside the pillars, our impression is that the light 
is imperfect. To remedy this, and to make the light. 
ing more uniform, all that would be necessary is to get 
up 40 lamps in the furthest passages and to lessen 


the intensity of the large lustres. Nothing was more 


easy than to have only lighted a certain number of arog 
in each large lustre; this has been done in ord 
circumstances, but it was practically impossible for the 
syndicate to make installations in the Palais after the 
defect was perceived. 

When the lighting of the Palais des Machines wag 
planned by us we were in absolute ignorance of the 
fact that regular enclosed structures and entire factories 
several stories high would be placed in the nave, or we 
should have made arrangements accordingly. 

There was another subject for criticism : those elec- 
tricians who did not belong to the syndicate were free 
in the evening to light up their exhibits on their 
own account. Several made an abuse of this privilege; 
the American section, class 62, and the exhibit of the 
Société Alsacienne were literally overpowering in this 
respect, so that by comparison everything else appeared 
badly lighted. 

The syndicate might have obtained administrative 
interference to moderate the brilliancy of this sup- 
plementary lighting ; but we preferred not to com- 
plain and to suffer a trifling annoyance rather than give 
offence to our confréres. 

The total luminous intensity shed upon the ground 
occupied by the Palais des Machines was largely in 
excess of that demanded by the State ; but sensibly less 
than was calculated for by M. Brault, our engineer. 
This inferiority was due to several causes ; in the first 
place, M. Brault’s calculations were based upon former 
‘experiments, which he was obliged to repeat with the 
aid of improved ampéremeters ; next, the carbons of 
the majority of the regulators were somewhat too 
large for the currents intensities, which, as you are 
aware, has the effect of lessening the light produced; 
last!y, the globes were, generally speaking, (00 


opaque, and shed less light upon the ground than would 


have been the case had the globes we contemplated 
been used. 

Apart from these trifling imperfections, the lighting 
of the Palais des Machines may be said to have been 
very satisfactory, 

The Courtdela force Motriceand the Courts Suffrenand 


Labourdonnais were provided with excellent lighting. | 
The 30 m. gallery with its 42 Cance lamps, had 3. 


lighting which was regular, steady, and sufficiently 
intense. The exhibitors may, possibly, have 
fora little more light ; but if the lighting was 55 
what feeble for judging the details of an exhibition by, 
the fault was not of the syndicate’s, who had never con- 
templated the presence of exhibitors on this site. F 
The central dome was as remarkable in the eve ng 
as in the daytime, which is saying not a little. 4 
numerous arc lamps threw into relief the beau 
architectural lines of the interior, whilst the er 
the larger corona, composed of powerful _— rs 
lamps at white heat merely, conserved to te . 
interior paintings all their decorative qualities. fo 
was certainly one of the most successful portions ml à 
programme. Personally, I deem it a matter of oe ml 
tulation that we resisted the architects dns dy 
arc lustres in the interior. Instead of a soft, co 
golden-tinted light, we should have had one of a Dials ; 
almost lunar hue, which would have been 6x 
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detrimental to the paintings instead of enhancing their 


we, garden pathways were provided with arc lamps 

at short distances. 

OP eke were lighted, and well lighted, by incan- 
nt lamps in series groups of four or six, surmounted 

by small, almost flat-shaped reflectors. 

The lawns were encircled by cordons of incandescent 
lamps of slight intensity, in globes of white or coloured 

joss, M. Alphand was greatly attached to these 
jnminous cordons. I confess to a less appreciation of 
their charm, and had the syndicate been allowed its 
own way, the lighting of the lawns would have been 
carried out differently. 

The luminous English fountain left nothing to be 
desired ; the public was so delighted with the spectacle 
that the rain even could not compel it to leave the 
garden whilst the performances lasted. It played three 
times every evening during the exhibition, except on 
one occasion out of the 184, when, owing to mis- 
management at the station, there were only two per- 
formances. 

‘M. Bechmann’s ‘fountains were likewise greatly 
admired; their playing was only interrupted once, 
owing to absence of current, and on three occasions 
subsequently from failure of water. 

The public lighting of the EHsy/anade des Invalides 
was somewhat disappointing, because the colonies 
would only spend what was strictly necessary. So, in 
spite of the liberality of the syndicate in lighting the 
approaches to the principal entrance and the whole of 
the kiosks for nothing, many portions of this vast 
site remained in almost complete obscurity. The 
promoters, it must be said, blundered in this; the 
public went every evening to see the Palais des 
Machines and the luminous fountains, and completely 
ignored the Palais Coloniaux. — 

To sum up, the electric lighting of the Universal 
Exhibition taken in its entirety and without prejudice 
was excellent. Impartial statements which cannot fail 
-to be made in high quarters will say that the syndicate 
has performed with honour the mission which was 
confided to it, and that it has contributed in no slight 
degree to the colossal success of the Exhibition. 

It only remains for me to express the wish that all 
pe of future exhibitions may without any exception 

0 


pen to visitors in the evening, and that electricians 


and electricity may be paid for in the same way exactly 

as gas. My mind is tranquil as regards the future : 

M. Georges Berger, our honorary president, who is now 

deputy, may become minister ; in which case he will 

À fail to completely satisfy the just claims of elec- 
ane | 


- The PRESIDENT said: We have all admired the 
success which bas been attained by the syndicate of this 
enterprise ; it was a bold undertaking, and attempted 
under conditions of peculiar difficulty. You must have 
n gratified, as I was, at being reminded by a voice 
© Well authorised to speak on the subject, of the 
wonderful things which made so lively an impression 
upon the innumerable visitors to. the Exhibition. . I am 
sure I'am only giving utterance to your feelings in 
anking M. Fontaine for having so well kept the pro- 
x he made. before the exhibition opened ; and I 
Se you will associate yourselves with me in the 
| jisgratnlations which I feel bound to offer through 
petal : the members of the syndicate for their 
i. # ¢ endeavours which have contributed so greatly 
0 the brilliant success of our great Exhibtion. 


* DE NERVILLE said : At the request of the jury 


of awards in Class 62 I undertook i 
é a course of experi- 

ru for calculating the exact amount of lighting 
“a various portions of the Exhibition. I was 
Cainer a ie by M. Lepage, a pupil at the Laboratoire 
Eléctricité. M, Dierman likewise gave his 


The measuring ap: | 
& apparatus employed was a Mascart 
Pate, the same which was made the subject of 
trisiens nication to the Société Internationale des Elec- 
DTA. 1888, and which, therefore, it is not 
sary to describe, | 


Particular care had been taken to increase its exact- 
ness; the screen was formed of a sheet of thick 
white paper. The amount.of light emitted by the 
second face of this screen for divers incidences was 
found to be very perceptibly proportional to the 
cosine of the angle of incidence. 

The light lost through reflection may therefore be 
considered as ni/, and the photometer’s indications are 
eg proportional to the quantity of effective 


ight diffased by a sheet of paper situated at the point 


regarded. 

The source of light which served for comparison was 
a small sized moderator oil lamp, the wick and the glass 
of which were always regulated under the same con- 
ditions by the same operator. A square diaphragm, 
situated in front of the flame, marked out a well- 
defined luminous surface, and experiments made at 
the Laboratoire Central d'Eléctricité justified the pre- 
sumption that the light emitted across this diaphragm 
underwent only trifling changes, even when the 
amount of oil consumed varied considerably. The 
light from this lamp traversed a sheet of paper 
precisely similar to that forming the screen, 80 
that the eye had to compare two lights of similar 
nature. 

‘Owing to the impossibility of estimating the equality 
of two illuminations of different tints no experiments 
have yet been made with white lights. The photo- 
meter eye-piece was furnished with a red and a 
green glass of tints similar to those used for rail- 
way signals, and each measurement was successively 
made by looking through each of these glasses. The 
reading from the green and that from the red were set 
down and the desired conclusion drawn from them 
relatively to the actual lighting. Apparently the 
amount of effective light is not proportional to the 
mean of the two indications, but should approxi- 
pr much more to the relative value of the green 
glass. 

The photometer was gauged for both colours : a 
carcel lamp standard, consuming 42 gr. oil per hour 
was situated at 1 m. from the vertical screen, and 
the readings with the photometer corresponds to the 
red and green rays overstepped the constant of the 
apparatus. This constant had to be calculated by 
each of the two experimenters. The nal error 
was found to be considerable, and to betray great 
dissimilarity in the experimenters’ methods of eati- 
mating the equality of the illumination of two neigh- 
bouring surfaces. But this. personal error is very 
consistent, and apparently has but slight influence 
upon the final results. | 
‘ Under such conditions, then, the intensities of 
the illuminations are estimated, both as regards the 
red and the green, in fractions of the quantity of 
light of similar colour shed ordinarily upon the screen 
by a carcel lamp situated 1 m. away. | 

The following table sums up the results of the mis- 
calculations in some forty different. points. According 
to the case, the screen was horizontal, vertical, 
or inclined. Its height above the ground was invari- 
ably 1 m., 40. 

It will be observed that in almost every case the 
numbers corresponding to the green glass are larger 
than those relative to the red one; which would 
mean that the radiation received by the screen con- 
tained a corresponding amount of green rays, greater 
than the light of ax carcel. Those points which are 


exceptions to this rule are all found in regions 


lighted by incandescent lamps of low pressure whose 


light is calculated to show the red or yellow decora-. 


tions of a wall to advantage. Such were those of the 
central dome and the adjoining staircase, the portions 
of exterior galleries lighted from a ceiling studded 
with Edison lamps, and the garden kiosks. Every- 
where else arc lighting prevailed, and the ratio ef the 
green illumination to the red ditto was so much the 
greater as the screen received the light more directly: 
from the arcs. This ratio varied from the minimum, 
1-4 at the extremity of the Galerie des ‘Machines, a 
region partially lit by incandescent lamps and receiv- 
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ing a large proportion of the light reflected by the 
Palais walls, to the maximum 2°7 in one of the galeries 
of the Palais des Beaux-Arts, at a short distance from 
the great regulator. In the Palais des Machines, the 
Galerie Rapp and the Galerie Desaix this ratio was 
maintained at close upon 2. | % 

‘With the exception of a small number of points 
removed from every powerful luminous source, and 
receiving rays very obliquely, the photometric inten- 
sity upon a horizontal plane was much less con- 
siderable than that striking a vertical plane. It will 
be observed that in a similar region, such as the Palais 
des” Machines or one of the other large galleries, the 
illumination upon a horizontal plane varied within 
considerable limits according to the position with 
régard to the lamps. On the other hand, the illumina- 


tion of a vertical plane was remarkably uniform at 


every point, and in the various directions around the 
same point. 

The greatest luminous intensities were found at 
certain points of the Palais des Machines (strong 
lighting 4 and 5-2), in the aisles of the same (53), in the 
Galerie Desaix (4'4 and 7-3), in the Galerie Rapp (3°7), 
and upon the terrace of the Rapp entrance, where the 
horizontal green illumination reached close upon 10 
carcels. 


Patats DES MACHINES. 


lOrdinary iighting.| Strong lighting. 


Direction of the screen. 


Red Green Red Green 
glass. ditto. gluse. ditto. 
_ CENTRAL AVENUE. 
1 Horizontal eee 0°7 
À Vertical south ... | 06 09 
2 Horizontal l'O 0‘6 1°6 
Horizontal 1°0 
4 Vertical south ... 0°6 l'4 
Vertical north ... 0°7 1:3 
5 Horizontal ina 1:8 40 
Horizontal 1°8 2°9 
6 | Vertical north ... l'1 1°7 
Vertical south ... 1°7 soi 
Horizontal eas 0°6 l'4 1:0 2°3 
7 Vertical south ... ND | 1°4 1°4 3°1 
At 45° towards a lustre... és as 1-7 40 
8 ( Horizontal wei. OF 1°5 2°1 
Vertical south ... 0°5 1:2 1:2 3:0 
( Horizontal 1°6 2°3 
9 Vertical south ... 0°5 
( Vertical east... 1:3 1:9 
2.—LaTERAL AVENUES. 
10 ( Horizontal 11 2°6 
À Vertical north ... 10 1°8 
Horizontal 2°4 ses 
11 Vertical north ... ds Be 1°5 
( Vertical south ... 1-2 
12 Horizontal 13 2°3 
13 Horizontal 0-7 1°2 
14 ( Vertical west ... 0°6 2-0 
À A 45° towards a lustre... dés ie 08 1°7 


3.—SIDES OF PALAIS UNDER THE SURROUNDING BALCONY. 


. 15 Horizontal ete 5°3 
17 ( Horizontal | 2-2 

Vertical north ... | 06 1:0 
18 ( Horizontal sis 5°5 
| Vertical south ... 3-7 


_ Note.—The two left-hand columns correspond to the ordinary 
lighting ; the right-hand ones to the lighting on féte days, differ- 
ing from the former by the complete illumination of the four great 
lustres. Points 1, 2, 3 are each under the great lustres—four at 
equal distances between two great lustres—5, 6, 7,8 at unequal 
distances from each of the two neighbouring great lustres—9 at 
the extremity of the Palais (Labordonnais entrance) under the 
clock—10, 11 first lateral avenue leading away from the rincipal 
avenue—12, second lateral avenue—13, third avenue dong the 
abutments of the gitders—14 on the surrounding balcony at 
the end of the little axis of the Palais des Machines (near the: 
School Military), facing the interior of the Palais—15, at the foot 
of the staircase, behind the Bréguet exhibit—16 and 17 in the 
Annexe des Chemins de Fer—18 in the Belgian section. 


Direction of Screen. 


19 Towards the centre 


20 On the axis 


21 In the passage 
22 In the passage 


23 Inthe centre 
24 Laterally ... 


25 First story(balcony) 


26 First story si 
27 Gobelin’s staircase 


Gobelin’s staircase 


3? 


S&S SB 
: 
: 


33 Under the 1st lustre, 
Palais side sé 


34 Under 2nd lustre... 


Under lustre 


36 Near to lustre 
37 Between two lustres 


38 Close to Porte Rapp 


39 At centre of steps 


40 Under a lustre 


- 
Re 
Gien 
Lesser Domes. 
Horizontal . 
de 30 m. V3; 
… | Horizontal... 09 
Vertical, west os | 1 
Horizontal 06 065 
CENTRAL Dome. 
Horizontal ... | 06 | 95. 
| Vertical (towards gal- 06 
lery) | 08 | 04 
Horizontal … | O8 | Og 
Horizontal ... 16 | 14 
| Vertical (towards in- | . 
terior eee se | 07 
{ Vertical (towards gal- 
lery) | OF | 14 
Horizontal …. oe | 16 | 14° 
EXTERIOR | GALLERIES. | 
Horizontal os 13 
” l'4 
{ Horizontal ... 17 | 29 
Vertical, west 03 | 05° 
Horizontal 07 | 19° 
10 | 09. 
SUFFREN GALLERY. | 
Horizontal... 18 |} 44 
Vertical, north 07 | 14 
south 04 | 09. 
Horizontal … 42 | 73 
Vertical, south … | 08-| 17 
south-east eee 15 
Rare GALLERY. 
Horizontal ... 18 | 37. 
Vertical 07 | 13 
Horizontal 10 | 20 
( Horizontal … 03 | 06 
Vertical (towards gal- 
lery)... 
Terrace, Rape ENTRANCE. 
| Horizontal 49 | 99 
UNDER A GARDEN K108K. 
Horizontal 
Vertical 04 | 04 


41  Betweentwolustres 


Note.—Point 25, upon the balcony of the central dome, before 
the Gobelins exhibits; 26, upon the portion of same balcony, 
forming bridge over the Galerie de 30 m.; 28, before the Restau- 
rant Francaise; 29, before the Brasserie Suisse; 30, 31, 
the Restaurant Ducastoing ; 


portion of the gallery 
incandescent lamps. 


lighted from a ceiling 


This concluded the sitting. 


32, before the Restaurant Sapin, 
studded with 


A SYNTHETIC STUDY OF DYNAMO 
MACHINES. 


(Continued from page 174.) 


VIIL.—ARMATURE REACTIONS. 


So far we have considered the magnitude of 
produced in a rotating armature, but with 


the E.M.F. 
out intro- 


ducing considerations respecting the effect produ 


on the field when a current flows in the armature Wi 
ing. We haveshown how the magnetis oe 
sary to produce a given induction in the armature 

can be calculated, but we have to es 
our calculation requ 
effect on this field of the armature, whi 


modification, if any, 


a magnet when a current flows round it. 


We have seen that 


is induced in the same direction in all the 
extending over one half of the armature, 
those extending over the other half it is indu 


à the EMF. 
in a two-pole machine 
while in all 


ing force neck 


timate now W 
ires due to the 
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rection. In all tbe conductors on one side 
line joining the brush points the 
current flows in one direction, while in all those 
on the other side of the line it flows in the opposite 
direction. This may he shown in fig. 144, where C is 
an armature core and A and B show the position of the 


brashes, the current in the conductors flowing into and 


- 


LE" 


out of the paper, as indicated by the open and crossed 
circles respectively. The armature core is by these 
currents converted into an electro-magnet, there being 
produced in consequence a field the direction of 
which is indicated by the dotted lines, with N and Ss 
poles where lettered. Part of the field passes across 
the interior opening, but this is not shown in the fig. 
Since half the total current flows through each con- 
ductor, the magnetising force in ampère-turns is 
obviously the product of half the conductors counted 
all round the armature, and half the current, or one- 
fourth of the current multiplied by the conductors. The 
lines of force have to complete their circuits through 
avery large air gap here, and the field may be com- 
paratively weak, but if masses of iron are placed in prox- 
imity to the armature so that the lines can complete 
their path through iron instead of air; in other words, 
if the armature is placed between the massive pole 
piece’ of a magnet the field produced is very strong, the 
lines of force closing through the pole pieces, E F., a8 in 
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Fra. 145. 


ai We have thus a cross field induced by the 
eut in the armature, and the effect of this second field 


which is superposed upon the original forward field 


If there taken into account in designing the machine. 
of force d ere no current round the armature the lines 
symmetricall wo the field magnets: would be arranged 
in fig, 146 be on each side of a vertical diameter, as 
Coils t is ut when the current flows in the armature 
he or symmetry is disturbed the resultant field 
then as ine and cross induction combined being 
the cross j ve in fig. 147. It will be seen that where 
| nduction opposes the forward induction the 


field is weakened, but where it helps the forward 
induction the field is strengthened. Resulting from 
this the lines are crowded together at the top right 
hand. and bottom left hand corners of the poles as 
shown. When the currents flow round the field 
magnets and armature in the relative directions 
sketched the rotation of the machine will be as shown 


by the arrow, and accordingly the neutral point at 
which the induction is reversed, is moved forward in 
the direction of rotation. If the brushes were allowed 
to rest at A and B, a certain amount of sparking would 
result from the shifting. round of the field having 
rendered the sections under the brushes active. But in 
successful working it is essential that sparking be 


Fia. 147 A 


absent, so the brushes must be moved through a certain 
angle in the direction of rotation, or in other words, 
given a lead in order that the sections when short- 
circuited may be in an almost neutral field. 

A lead being given to the brushes by placing them 
at A and B, fig. 148, it will be observed that the convolu- 


Fig. 148. 


tions lying between the two vertical lines, A, d and 
c, B, directly oppose the forward induction, as they 
constitute a number of belt enclosing the field in 
which the current flows in an opposite direction to 
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the current round the magnets. Under these circum- 
stances the effect of the current in the armature may 
be best considered by imagining the conductors divided 
into two portions wound at right angles, the convolu- 
tions between the lines, A, d and c, B, constituting one 
portion, directly weakening the field, or reducing the 
forward induction, while the other portion constituted 
by the remaining conductors tends to produce a cross 
induction, and so distort the field, as already described. 
The number of ampére-turns weakening the field is 
obviously the product of the number of conductors 
between A, c or d, B, and half the armature current, 
while the ampére-turns producing the cross induction 
are the number of conductors to the right of B, c or to 
the left of A, d, multiplied by half the armature 
current. 
considering this question is due, has developed the idea 
in quite a remarkable way in a paper recently read 
before the Institution of Electrical Engineers. It isin his 
paper assumed that the proper position for the brushes 
is just under the polar corners at a and à (fig. 148), and 
this being so, that the weakening effect of the arma- 
tures on the field can always be foretold before the 
machine is constructed. According to this assumption, 
about the truth of which there appears to be som: 
doubt, however, all the conductors lying in the gap, 
between the polar tips, belong to the component of the 
armature which produces the weakening effect, while 
all those lying under the pole-pieces belong to the 
component .producing the cross 
whether the brushes are right under the corners or 
some distance behind them, as is more frequently the 
case, it is evident that the cross indaction must not 
be great enough to reverse the direction of the 
field through the sections under the brushes, or 
such sparking will ensue as to make the machine 
unworkable. 

When a section is short-circuited under the brush 
the current flowing in it is stopped, and a current has 
to flow in it in the reverse direction when the short- 
circuit is removed. The armature’, when the current 
flows in it, is, as we have seen, a magnet, and as it 
rotates there are due to the constant short-circuiting of 
the sections slight periodic variations prodaced in its 
field. The armature field results from the added 
effects of the currents in all the sections, and as they 
pass the brushes the strength of this field is diminished 
a little, due to the stoppage of the current in those 
short-circuited. Any lines of force which were induced 
due to the current flowing in the section are annihi- 
lated when it is short-circuited, the current tending 
by self-induction to continue in the same direction. 
If the short circuiting took place in a perfectly neutral 
field an abnormally large current might be set up in 
the section due to self-induction ; at the same time it 
would leave the brush without the current in the 
opposite direction having been started in it. On this 
account it is necessary to work with the brushes 
slightly in advance of the position of neutral field ; 
when it passes under the brush there must, in fact, be a 
forward induction of such strength through the section 
that the current shall be stopped, reversed and brought 
up to its normal value in the opposite direction before 
the short-circuit is removed. This explains why it is 
impossible to work the machine if the cross-induction 
is so great as to reverse the direction of the field 
through the sections under the brushes. 

: (To be continued.) 


Fraukfort Electrical Exhibition.—This exhibition, 
our readers will remember, was to have been held this 
year, but has been postponed until 1891. A new pro- 
spectus has now been issued, giving the classification, 
which is as follows :—(1) Motors (steam, water, air or 
gas) for electrical purposes ; (2) Generation of electri- 
city ; (3) Conductors ; (4) Accumulators ; (5) Electric 


transmission of power; (6) Electric lighting; (7) - 


Telegraphy and telephony ; (8) Electric signals; (9) 
Electro-metallurgy and electrolysis ; (10) Instraments ; 
(11) Medical electricity ; and (12) Literature. 


Mr. Swinburne, to whom the above manner of | 


induction. But 


. inauguration. 


‘THE DEPTFORD STATION AND THE SOUTH. 
WARK ELECTRIC RAILWAY. 


WHEN will the Deptford station be started ? Informa. 
tion regarding this huge undertaking seems to be with. 
held precisely in the same manner as in the case of the 
City of London Electric Railway. When two of our 
friends endeavoured to obtain information concernin 
the latter, especially with a view to taking part in a trial 
trip, they were shown old newspaper cuttings, and 
were informed that the electric locomotives had for the 
present, and for over two months to come, cessed 
running, possibly until the line is opened for traffic 
We believe, however, that the locomotives continue to 
make experimental trips ; and the only conclusion to be 
drawn from this is that the company is afraid of ap 
adverse criticism. The company proposes, although 
details have not yet been settled, to make a uniform 
charge of twopence for the journey from London 
Bridge to the Stockwall terminus and vice versd, and 
this price will probably be the same when the extension 
to Clapham Common is carried out. Railway emp 

at the stations will be almost, if not entirely, dispensed 


- With. The reason for this is that turnstiles will be 


provided at each station, and the fares will be placed 
by passengers in suitable boxes. But what will prevent 
anyone from passing through a turnstile without paying 
his fare ? Doubtless an arrangement will be provided 
by which the turnstile will be automatically locked 
until the amount of the fare has been deposited in a 
slot, and the act of dropping in the money will anto- 
matically free the turnstile to allow one person to 
pass, when the turnstile will be again automatically 
locked. Here, then, is a chance for an automatic tarn- 
stile maker ; but what about the question of obtaining 
change? We would suggest the placing in each 
station of an automatic dummy with his pockets fall of 
small packets of money in change, in a similar manner 
to that on the one-horse ’buses of the London General 
Omnibus Company, although, in the latter case, the 
change-giver is alive. In such a case, it might be poe 
sible for a benevolently-inclined individual to defraud 
the dummy by placing in the change-slots a counterfeit 
coin, or a piece of worthless metal of the same weight 
and size of a sixpence or shilling—a sure fortune for 
an ingenious person, whom it would be difficult to 
detect. Possibly, after all, it would be best for the 
company to pay a man a fair saldry to give change, and 
so prevent fraud. 

The Deptford station was announced to be in 
operation some six months ago, but this was +4 
bably a mistake in a figare—perhaps November, 18%, 
and not November, 1888, was the date intended for the 
What with the diffculties encountered 
with the “small” 1,500 H.P. dynamos, the breaking 
down of the Ferranti and Fowler-Waring cables, and 
the induction in the telegraph wires from the high 
tension cables on trial, the lot of the London El 
Supply Corporation has not been a happy one. [tis 
even reported that the aid of Messrs. Siemens has been 
called in to assist in overcoming the almost insurmere 
able difficulties. Why does the London Electric Supply 
Corporation keep everybody in the dark? Far — 
would it be for them to make an official statemen 
showing the exact condition of the Deptford station, 
rather than let people draw their own inferences, 
say the most unkind things about it. At present 0 
Corporation flatly refuse to give any information oe 
cerning their station, and Messrs. Ferranti and fal 
also decline to do 80. Nevertheless, wien the roe 
day of successfal working arrives, all unkind say 
about the station will be forgotten. 
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ported to have been unable to withstau! | 
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THE FAWCETT GAS ENGINE. 


rtant points are at present being considered 
eg other engines. One is extreme simplicity, 
and the other that en as 
as possible. e latter plan is partly 

vere | Pr the purpose of reducing the liability of the 
engine getting out of order, because gas engines are 
often placed in charge of inexperienced persons. The 
Fawoett gas engine, which was exhibited at the recent 
cultural Hall Exhibition, appears to fulfil these 
two conditions. In this engine, the whole of the 
motion work comprises a slide valve and exhaust valve, 
these being actuated by a single eccentric, as in an 
ordinary steam engine. Thus the usual geared wheels, 
side shaft, cams, and clack valves areentirely dispensed 
with. In the cycle of operation, the piston of the com- 
on cylinder on its outward stroke draws a charge 

of gas and air, and on its return stroke it forces the 
mixed gases into the power cylinder. Simultaneously, 
half of the waste gases are driven out, and the returning 
piston of the power cylinder forces out the other half. 
These operations take place during about half of the in- 
stroke of the power cylinder piston, when the exhaust 
is closed, whilst the compression of the gases is com- 
pleted during the remaining in-stroke of the two 
pistons. The charge is then fired, and the power 
imparted to the crank shaft in the ordinary manner. 


Thus one explosion takes place at each revolution of the 


engine, and the force of the explosion, and the quantity 
of gas used, are proportioned to the load on the engine 
by an ingenious arrangement of the governor.__. 

The running of the engine is exceedingly steady, 
owing to the disposition of the governor, this being an 
important point in the operating of electric light and 
other machinery, where steadiness in driving is abso- 
lutely essential. 

A test was recently made with a 6 H.P. (nominal) 
engine, showing it to be very economical in the con- 
sumption of gas, and to have a high mechanical effici- 
ency.. The data are as follow :—Motor cylinder, 8 in. 
diameter by 15}5 in. stroke; compression cylinder, 
à in. diameter by 15}% in. stroke; total gas used, 
2108 cubic feet per hour; revolutions, 1508 per 
minute; indicated horse-power, 11°49; brake horse- 


- power, 8 52 ; gas used per indicated horse-power (mean 


only), 18‘4 cubic feet ; gas per brake horse-power per 
hour ome only), 24°74 cubic feet ; mechanical effici- 


A NEW SYSTEM OF ELECTRIC ACCUMULA- 
TORS AND ITS ACCESSORY APPARATUS. 


IN a note by M. Charles Pollak (Comptes Rendus) he 
ns: My experiments with accumulators of the Planté 
Spe Were chiefly with a view to securing great capacity 
in the shortest possible space of time. To this end I 
ee the plates with spongy lead obtained by elec- 
ms To secure the pérfect cohesion of the lead 
= 6 plated surface the latter was treated in such a 

y a8 to present the appearance of a smooth-haired 


brush, this being obtained b i i 
sn, y means of a special lami- 
nating roller, The points were 2 mm. in height and 


oe the base, the interstices between the points 

: + mm. The plate having been washed in order 

hr pow grease was coated over with a paste 

‘a he 0 sulphate of lead tempered in brine, and 

À n immersed in brine between two sheets of 

The appearance of the redu | 
ced plates was uniform] 

aoe the adhesion of the spongy lead to the slated 
“eg to the points was perfect. 9. 

been properly soldered, next we pro- 

an e formation of accumulators, this being 

_ J causing the current to pass in one direction 


uring a space of 5 
sapect, 0 hours. The negatives assume a 


and the positive ones aré a decided 


brown. After the formation the adhesion of the active 
material (spongy lead and bioxide of lead) is so perfect 
that it is impossible to distinguish the place where the 
overlaying stratum commences. 

An accumulator composed of nine plates, four posi- 
tive and five negative, having a total weight, including 
the connecting rods, of 11°206 kg., gave, after 24 hours 
formation with a current of 16 ampères, during the 


discharge :— 

Hours. Ampères. - Volts. 
Mid-day 18 . 212 
1 99 2-08 

2 2. 

3 jo 2 

4 a 2 

5°18 l'8 


Total: 95°4 effective ampère-hours. 


The resistances over which the discharge was made 
were regulated so that tle discharge should be of equal 


intensity throughout. The same accumulator, being 


recharged with a current of 16 ampéres for a space of 
seven hours, gave during the discharge the following :— 


Ampères. Volts. 


: 
— — 
35 


Total: 102°35 effective ampére-hours. 


A yield, therefore, of 91°384 ampères per cent. 

By i capacity is 9133 effective ampére-hours per 1 kg. 
of lead. | 

Farther, it will be seen by the two tables above that 
the accumulator’s E.M.F. altered but very slightly 
during the discharge, but fell suddenly at the close. 

I endeavoured to get with a small volume and slight 
weight a high tension current for adaptation in 
particular to the requirements of portable lighting. 
For this purpose I have constructed a small battery of 
accumulators, which I have called accumulateur 
multiple. It is composed of plates, each having a 
positive and a negative side, and rubber envelopes 
separated by frames in ebonite. The whole is per- 
fectly staunch. 


POLECHKO’S DISC DYNAMO. 


THE following details relative to this new machine 


were, says M. A. Besson in La Lumiere Electrique, 
given by the inventor at the eighth Congress of Russian 
Naturalists. 

The inventor’s object appears to have been the 


creation of an industrial type of the Barlow wheel. 


which should be simpler than those of Sir William 
Thomson and M. Ferranti, though of similar class. 
Exteriorily it presents a disc formed of a kind of flat 
roi in a single piece of great diameter, and very 
thin. | 


The disc forming part of the Pulechko’s machine is 


made out of a single piece of metal, one metre in 
diameter ; it is insulated from its axis and divided. 
radially into 350 sections, separated from each other 
by some fibrous insulation toa distance of 13 centi- 
metres from the axle. The periphery of the disc 
is bordered by a hoop of steel and insulated from the 
disc ; it is wider at parts of the hoop so as to serve as a 
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collector ; the brushes are situated at the extremities of 
an equal diameter and of the diametrically contrary. 
magnetic points of electro field magnets. With sucha 
dise, as with that of Faraday, the amount of E.M.F. 
which may be usefully induced in the length of a 
diameter is calculated thus : — | 

Let a represent in centimetres the radius of the dise, 
and a’ that of the entire central portion, the length of 
the induced conductor in each radial magnetic field is : 


the number of revs. per second made by the machine 
being n,the mean linear velocity of each radial portion 
of the disc subjected to induction is 


a’ a 
v=2r" 


Let H represent the intensity of the magnetic field in 
C.G.S. nnits (number of lines of force). 

The E.M.F. induced in each radial portion is ex- 
pressed in volts by 


I | 
in x (a'+a) (a’—a)= n (a? —a’), 


This E induced in both effective radial portions is 
double : 


2nHvl 2nH ‘ 
2nH 
Therefore 


bearing in mind that S = r (a 2 a’) is the active sur- 
face of the disc. 


Under these conditions with the dimensions shown | 


by the machine (which are those of the first constructed 
by M. Polechko) we find that with a velocity of 27 revs. 
the second (about 1,600 per minute) the disc dynamo is 
capable of developing 50 volts, subject to the magnetic 
field’s intensity, H, equalling 12,600 C.G.S. units. | 
In many well known dynamos the magnetic intensity 
of the cores reaches 7 and 10 thousand units ; but in all 
machines alike the magnetic intensities of these cores 
become rarified in the entrefer, by reason of. the 
development of the polar pieces, and the magnetic flow, 
properly speaking, is only two to three thousand units. 
This development of the polar pieces is not obligatory, 
and it is possible to have the intensity of the field in 
the enirefer not merely equal but surpassing even that 
of the cures. | 
The intensity of the magnetic field is easily obtained 
by establishing it upon the data determined by Kapp 
and by Shelford Bidwell. z 
Thus we establish by means of the above calculation 
that a rationally constructed disc dynamo is capable of 


furnishing an E.M.F. sufficient for all practical appli-. 


cations. + 
In the first machine constructed by M. Polechko, the 


magnetic intensity of the entrefer was only equivalent 
to that of the cores, viz.. 6,500 units, 

This machine gave 25 volts and 2,000 ampères when 
running at 1,500 revolutions per minute; its Weight 
was 1,140 kilos. 

M. Polechko is engaged upon the construction of a 
new pattern of his machine which -will be al most of 
similar dimensions, but will be furnished with a met] 
more suitable forthe magnetic circuit. There ig 
to hope that dynamos such as these, of solid constené: 
tion, trifling weight and great simplicity, will be found 
applicable in electrolysis, electro-metallurgy and ‘even 
electric lighting. en | 


NOTES. 


Electric Lighting and Paddington Vestry,—aAt 4 
special meeting, called to consider the report of the 
Lighting Committee, Colonel H. C. Barchard observed 
that since the report had been drawn np the Met. 
politan Company had varied its list of prices, and pro. 
bably the other company would desire to vary its scale 
of prices, and he should propose that the company be 
communicated with for that purpose. Colonel Blair 
objected to this intervention, and was in favour of the 
recommendation of the committee being adopted a 
passed by them. Mr. Stephenson seconded Colonel 
Barchard’s proposition ; and Mr. Mills moved, as an 
amendment: “ That the provisional order prepared by 
the committee and recommended to the support of the 
vestry does not secure to the ratepayers such advan- . 
tages as they are entitled to receive as a consideration 
for the very valuable concession involved in the vestry 
granting its assistance to a company to obtain an order 
for lighting the parish of Paddington.” Mr, Anderson 
seconded the amendment. Mr. Mark Judge opposed 
the report as not being a trustworthy document, and 
moved that the matter be adjourned for further con- 
sideration. After a lengthy discussion this was 
agreed to. | 


A First Installation.—The electric light was dis- 
played in Farnham for the first time a few days since 
at Mr. G. Elliott’s Reliance works, West Street. The 
generating machinery was driven by a paraffin oil 
engine, patented by a local inventor. Eight lamps of 
16 C.P. each were lighted and burned very steadily and 
satisfactorily. 


The Electric Light on the Midland Railway.—Some 
experiments are at present being carried on by the 
electrical engineers of the Midland Company in the 
lighting of the through trains between Bradford and 
London. The supply of electric current is obtained 
from accumulators constrneted in the carriages, and 
can be turned on and off at the will of the 

having charge of the train. The electrician and his 
assistant travel with the trains for the purpose of ob- 
serving the result. | 


The Ballarat School. of . Mines.—This school of 
science, which is at the University of Melbourne, com 
prises amongst others, a class’ for telegraphy. ™° 
observe from the report for 1889, a copy of which a 
been forwarded ‘to: us; that:since 1574, over 250 
cates have been granted. gies. 


Light in Dark Places,—It is proposed to substilns 
electric lighting fur gas in the-Chamber of Deputies 
Paris. 


Electric: Lighting. at Bath. — Mr. 
application to the Board. of Trade for a licence to sup 
the electric, light.:in Bath, will probably form 
subject of, a public. inquiry, the.Jocal gas compe” 
having intimated their intention of. oppo’ 
granting of the license. The Town Counc 
already unanimously decided to support, Mr..™a =. 
ham, whose position is, therefore, a very strong ” 
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n Eagle.—The picturesque stories which 

"9 gg side of the Atlantic on the subject of 
machinery are only equalled by the accounts 
which are published there of the auccess of American 
actors and actresses in London. The Safety Valve is 
an American journal, of which we have not previously 
heard, but we find the following quotation from it in 
an American industrial paper. Our readers will find, 
on perusing it, that this safety valve is blowing off 
steam. “The Metropolitan Electric Light Company 
operates a number of large central stations in the city 
of London. One was recently equipped with an outfit 
of Westinghouse compound engines. Another station 
0 in the same city by the same company is 
equipped with single-acting engines of English make. 
Quite a good-natured rivalry exists, of course, between 
the men who are in charge of these stations. Recently, 
the American engines were put through their paces ‘by 
British experts, on behalf of the Metropolitan Com- 
pany, ina test lasting twelve hours without intermission. 
‘Tt was amusing,’ says the Westinghouse Machine Com- 
pany, ‘to see the interest taken in the test by the 
American colony in London, many members of which 


spent the greater part of the day in the station. Even 


our respected Minister Plenipotentiary and Envoy 
Extraordinary, Mr. Lincoln, was on hand to see the 


_ American Eagle properly comforted and encouraged in 


its hour of trial. Being called away on important 
business he returned at a later hour, in order to make 
sure that the American interests and American dignity 
were being properly upheld. The engines in question 
are running regularly under a very heavy service, and 
the experts subjected them to many severe tests during 
the day ; but they behaved so splendidly in all respects 
that Englishmen were agreeably surprised. Some of 
the Americans who took such a lively interest in this 
test really knew very little about steam engineering, 
but they are wildly enthusiastic at the way in which 
these upheld America’s reputation for good machinery 
in London.’” The American Eagle, since reading the 
foregoing, has, we understand, grown two new feathers 
in its tail. | 


Telephony in Germany.—The compositors made us 
say in our last issue under this heading that a desire 
had been expressed in the Upper Siberian districts for 
telephonic communication between Berlin and Ratibor. 
This should, of course, have read “ Upper Silesian dis- 
tricts.” Siberia can wait a little longer. 


_ New Mode of Producing Electricity.—Our contem- 
porary the Daily News has got a little bit of an electric 
craze, which induces it to publish the most surprising 
information on technical matters. The latest thing is 
the following :—“A grand organ is being built at 
Crema for the Sanctuary of Valle di wee. Ss : 
A petroleum-engine will be used to blow the bellows 
of this immense organ. It is made after a Belgian 
model, and will in the evening develop sufficient 
electricity to supply light to 26 lustres.” This knocks 
primary batteries into fits. It is not quite clear from 
the wording whether it is the petroleum engine or the 
organ which generates the electricity, but whichever it 

the invention is a remarkable one. It is not men- 
tioned whether the organ is played at night, but, if so, 


4 — petroleum engine must do double work at that 


: Dangers from Electric Shocks.—We cannot for the 
fe of us understand whether Mr. W. H. Preece is a 
mm Dan or an incorrigible wag. In commenting 
mn the Paper read by Messrs. Harries and Newman 
ae he is reported to have said, “the difficulty 
bin ill rather than to prevent being killed.” His 
mn 8 on the subject of danger from electric currents 
50 severely criticised at the time of the British 
ape meeting that we should have given him 
ar. en another occasion arose to display his pro- 
for shocks, for more moderation, but 
depth, nd him going further and further out of his 


Steam Engines for Electric Lighting. — Messrs. 
Marshall, Sons & Co., of Gainsborough, have just issued 
a new edition of their illustrated catalogue of prize 
steam engines and machinery (industrial section), in 
which particulars and prices are given relating to a 
number of engines which have been found, after 
lengthened trials, to be specially adapted for use in 
central lighting stations or private installations. It 
being of the utmost importance to the electrical 
engineer that the largest amount of power should be 
obtained for the .quantity of fuel consumed a prefer- 
ence is generally given to the compound engine, either 
portable or stationary. With an engine of this class, 
fitted with patent automatic expansion valve gear, the 
quantity of steam used is regulated in exaci proportion 
to the duty required from the engine, thus increasing 
its economy in fuel consumption and maintaining uni- 
formity of speed under frequent and sudden variations 
of load. Two engines of this type, each of 40 H.P., 
are running at the Tithebarn Street Station, Liverpool, 
and three of 20 H.P. each at Peter Robinson’s, Oxford 
Street. At the Prudential Assurance Offices there are 
three engines, and at the Grosvenor Gallery four, of 
the horizontal fixed type by these makers, each of 35 
H.P., while at the British Museum there are two of 
30 H.P. each. Another class of engine largely used for 
electric lighting, and specially recommended for small 
installations, is Marshall’s vertical engine, from 2 to 
14 H.P. They are simple in construction, easily 
managed, and, by means of an improved governor, 
the speed is regulated under varying loads. Engines 
of this make have been supplied for private house 
lighting to Dr. Hopkinson, Mr. Mather (Mather and 
Platt), Mr. Parker, of Wolverhampton, and many others. 
Large compound vertical engines have been adopted 
by the Bradford Corporation and the Liverpool Electric 
amply Company—in the former case the H.P. being 
170, and in the latter 130. The firm of Marshall and 
Sons have supplied the engines for so many installa- 


. tions that they are able to give a list of the principal 


ones, numbering over 200, including the Bank of Eng- 
land, British Museum, Royal Courts of Justice, Hôtel 
Metropole, General Post Office, the offices of the Stan- 
dard,.Telegraph and Star, the Woolwich Arsenal, and 
many others equally well known, not only in this 
country, but in many other parts of the globe. 


A Mystery.—A correspondent wants to know the 
import of the following remarkable inscription which 
figures above the ground floor windows of Messrs. 
Woodhouse and Rawson’s premises in Cannon Street. 
It runs :— | 

Ww E R B 
We really do not know what is the signification or 
import of the above, but possibly it is a new formula. 


Obituary.—It is with regret that we record the death 
of Mr. James Clarkson Johnson, late partner in the 
firm of Messrs. Johnson and Nephew, of the Bradford 
Ironworks, Manchester. The business will be carried on 
by the remaining partner, Mr. John Thewlis Johnson, 
together with his son, Mr. Herbert Johnson, who is 
admitted as partner. | | 


Faith -in Electric Traction.—‘ The recent negotia- 
tions,” says the Western Electrician, “in electric 
railways give evidence of the faith of capitalists in the 
new system .of street car propulsion. One capitalist 
alone has invested over five million dollars during the 


last few months in street railways, which he proposes to 


convert into electric roads.” The enthusiast is Mr. 
H.S. McKee, of Pittsburgh, and he has selected the 
Thomson-Houston system for the Buffalo and Newark 
lines. The contracts, it is said, will be enormous. 


Lecture.—On Friday evening last Mr. S. W. Baynes, 
electrician to the Bradford Corporation, delivered a 


lecture to the Bradford Scientific Association upon the 


electric light. The different systems of lighting were 
described, and secondary batteries and electric light 
meters were shown in operation. , | 
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The Institution of Electrical Engineers.—On Thurs- 
day, the 10th inst., at the ordinary general meeting, a 
paper “On Signalling across Rivers in India,” by W. , 
T. Melhuish, member ; and another on “ The Diather- 
mancy of Air in relation to the Efficiency of Incan- 
descent Lawps;” by Frederick Higgins, member, will 
be read. 


. Afraid of the Expense.—Some opposition has been 

raised to the lighting of the parish of Weybridge by 
electricity on the score of expense. » It is feared that 
the permanent installation of the electric light woult 
involve a Jarge increase in the lighting rate, and a com- 
mittee has consequently been formed to discover the 
hest means of banishing the new illuminant from this 
enlightened portion of Her Majesty’s realm. It 
remains to be sean whether this reactionary movement 
will meet with any degree of success. 


Central Station in Breslau.—The Town Council of 
Rreslau has just commissioned Messrs. Siemens and 
Halske, of Berlin, to erect a central station in tbe 
tormer town. The initial capacity will be 10,000 
16-C.P. lamps and the station is to be completed by the 
autumn. It is proposed to employ steam engines 
coupled direct to dynamos of 250 H.P., and pro- 
bably accumulators will also be used. 


Electric Tramcars in Berlin.—Negotiations are pro- 
ceeding between the General Electric Company of 
Berlin and the principal local tramway company, with 
a view to the introduction of electric traction on the 
latter’ssystem. The first line to be worked is the por- 
tion called Friedrichstrasse-Kreuzberg, and operations 
will be commenced as soon as the Berlin Municipality 
has given its consent to the employment of electric 
tram-cars. Only half the number of cars on the line in 
question will be fitted electrically. The reason for 


this ie because the cars are small, and two cars will be. 


coupled together. The cost of equipping each car is 
estimated at £50 (?) and the power of the motor is 
reckoned at 5 H.P. | 


A New Verb.—Mr. Geo. Offor has sent us a letter in 
which he suggests a new term to describe the propul- 
sion of electric launches. We see no harm in our cor- 
respondent adopting the verb, “ To Electrick,” with a 
k, but we cannot encumber our pages with his reason- 
ing for inflicting this atrocity upon others. 


Brazilian Rubber.—Last week, Mr. James W. Wells, 
M. Inst. C.E., F.R.G.S., read a paper before the 
Foreign and Colonial Section, of the Society of Arts, on 
‘* Brazil,” in the course of which he pointed out that 
the prominent question with regard to that country is 
what is going to happen next and will it settle down 
peaceably under the new order of things. Mr. Wells 
is cautious, and did not commit himself to giving a 
definite reply to his own query, but he told his auditors 
something about rubber and other products. He has a 
high opinion of the resources of the country and 
asserted that India-rubber trees, if properly cultivated, 
would at the end of ten years return 150 per cent. on 
the capital expended on the plantation. This expres- 
sion is vague, but from detailed figures subsequently 
given, it appears that what he meant to convey was 
that after allowing for capital sufficient to work an 
estate for ten years without any return, an annual 
profit of 150 per cent. on the total outlay would be 
forthcoming. He advocated the establishment of such 
estates, which he considered would soon be imperative, 
owing to the increased demand for rubber in various 
industries. “The Amazons is,” he said, “the great 
supplier of the rubber market, but every year the 


_ gangs of rubber gatherers have to proceed further and — 


further in search of the valuable sap, leaving almost 
énvariably behind them a track of exhausted rubber 


trees. In fact, the present crop is reported to be 1,000 
tons short. 


~ 


The Telephone in America.—The annual report of 
the Bell Telephone Company shows the number of 
telephones in use in the United States to be 450.380, o» 
more than 33,000 than x year ago. Dividends of 18 
per cent. to the amount of $183,913 were paid, leayj 
a surpins of $2,151,012. The net receipts for the year 
are 23 95 per cent. on stock. 


Treatment of Goitre by Electricity.—Dr, Marano 
reports the complete cure, by electricity, of agoitreof con. 
siderable size and three years’ duration. The treatment 
took the form of strong faradic currents externally and 
electrolysis alternately. For the latter purpose he uged 
five to eight Leclanché's cells, a sponge held between 
the patient’s hands for the positive pole, and connected 
with the negative pole, a glover’s needle, which he 
inserted into the tumour. On two occasions he con. 
nected both poles with needles plunged into the gland. 
One or two electrolytic and one to three faradic séances 
were given weekly, the former lasting for five minutes, 
and the latter ten to fifteen. Improvement appeared 
after first séance in the subjective symptoms, a marked 
diminution of the tumour was visible by the sixth; 
and though after the first month the progress was legs 
rapid than previously, the swelling ultimately dis. 
appeared completely. 


Execution by Electricity.—The murderer Kemmler 
has been finally sentenced to be executed by electricity 
during the week beginning April 28th. % 


The Jubilee of the Penny Post.—At the meeting of 
the City Common Council, on Thursday last, a letter 
was read from Sir Arthur Blackwood, secretary to the 
Post Office, on the subject of the celebration of the 


Penny Postal Jubilee and asking the court for permis- 


sion to utilise the Guildhall and its spacious library 
and council chamber for the purposes of a conversa- 
zione, at which should be displayed and illustrated by 
the Post. Office all kinds of postal work and industry, 
together with electric telegraphy, and a collection of 
the postage stamps of all nations. It was resolved that 
the request should be complied with, and that the 
arrangements should be made by a committee. 


The Dangers of Electricity.—The Daily News Paris 
correspondent telegraphed on Monday: Mr. Edison, 
when last here, said it was dangerous to be sending 
side by side with gas conduits through subterranean 
Paris electrical currents: by wires charged with high 


tension currents. He foresaw gas explosions, and an 


explosion has, owing to this cause, teken place at 2 
Boulevard des Italiens, a leaden gus pipe having 
melted. A window was shattered. It appears that 
accidents of this kind are constantly taking place, and 
that within fifteen months they have caused large losses. 
A Reuter's telegram from New York says that a grain 
mill at St. Louis, the property of Messrs. Kauffmann, 
was on Friday destroyed by fire, the building being 
ignited by an electric wire. The loss is estimated at 
$200,000. 


Protection of Submarine Cables.—The text of the 
convention for the protection of submarine cables b 
in Paris has just been published as a Parliamentary 
paper. It is « punishable offence to wilfully damage 
a cable to the interruption of telegraphic 
tions ; but this clause (No. 2) does not apply to or 
who injure it with the object of saving life ort se 
ship. lf the owner of a cable damages another one 
must repair it, and that without prejudicing 4 Pee 
action which may be instituted. It is compulsory 
all vessels and fishing boats to keep a mile away 
any ship engaged in laying a cable. Owners of v ss 
who can prove that they have sacrificed gearing 
anchors in order not to injure cables can 
amount from the owner of the cable if made at? 
The: treaty, which is an international one, and app 
to our colonies, remains in force for five years, eect’ 
to be renewed yearly. Se 
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hic Tournament.—Mr. A. B. Chandler, 

7 La the Postal Telegraph and Cable Company, 
18.A., in forwarding a subscription of $50 towards the 
expenses of the forthcoming fast-sending telegraphic 
tournament, points out that “ desirable as is high speed, 
still more important is accuracy,” and he offers a prize 
of $10 to the operator who shall be adjudged the 
clearest and best sender, regardless of speed, and another 


$10 prize to the receiving operator who shall make the 


best “ pen and ink copy,” including all “ earmarks” re- 
quired for the identification and record of the messages. 


Probably an Error.—A sabscriber to the telephone 
exchange asked to be placed in communication with 
his medical man. Subscriber: “ My wife complains 
of a severe pain at the back of her neck and occasional 
nausea.” Doctor: “She must have malaria.” Sub- 
scriber : “ What’s best to be done?” At this moment 
the clerk at the central station alters the switch by mis- 
take, and the unlucky husband receives the reply of a 
mechanical engineer in answer to enquiries of a mill- 
owner. Engineer: “ I believe the inside is lined with 
excoriations to a considerable thickness. Let her cool 
during the night, and in the morning before firing up, 
take a hammer and pound her vigorously. Then get a 
garden hose with strong pressure from the main and 
let it play freely on the parts affected.” To his great 
surprise the doctor never saw his client again.—EH/lectric 
Age. 


A Bill for Electric Traction.—The North Metro- 
politan Tramways Company has obtained the Bill for 
the application of electric traction to the whole of 
their system. 


A New Car Approved.—General Hutchinson, Inspec- 
tor to the Board of Trade, last week inspected and 
approved of the car which the Electric Traction Com- 
pany are about to run for experimental purposes on the 
Liverpool United Tramways. To meet the heavy 
gradients on this line a heavier motor will be used, and 
both axles will be operated. 


Electric Launches.--Messrs. J. B. Seath & Co., the 
well-known boat builders of Glasgow, are making 
great progress with the electric launches mentioned last 
week which are to be run on the canal during the 
forthcoming Exhibition at Edinburgh. Each boat will 
carry 30 or 40 passengers, landing them most con- 
veniently at the entrance to the building. It is also 
intended to run pleasure trips during the season. 


Telephonic Communication with Government Offices. 
—In the House of Commons, on Tuesday night, Mr, P. 
O’Brien asked. the Secretary to the Treasury whether 


all or any of the Government offices in London were | 


connected with the telephone erected for the use of 
members within the House of Commons ; and, if not, 
whether, considering the great convenience it would 
: to members for making inquiries and appointments, 
ae have connections established. Mr. Jackson 
a that although telephonic communication with the 
offices. might be of some convenience to 
a ers, he was afraid he could not say the same with 
Mes to Ministers. To them it would be very incon- 
Merad Suppose, for example, a member wished to 
nee unicate with the Treasury upon some matter of 

ness. There would probably be involved a com- 


munication from the Treasury to himself, and he would 


in all probability be in the House. Inasmuch, there- 


ore, a8 the convenience would only be available to 
reat during the sitting of the House, and all the 
would “ee offices were represented in the House, it 
urgent, convenient that communication, if 
rtd ould be made direct to the member of the 
menicati a responsible for the office with which com- 
desired. All communications on 
| o the authori 
of the head of that department. 


The Institution of Electrical Engineers’ Discussion, 
—Mr. Mordey wishes us to correct, in so far as his 
remarks are concerned, the official report of the dis- 
cussion which took place before the members of the In- 
stitution of Electrical Engineers on the papers of Messrs. 
Swinburne and Esson. On page 383, from line 8, to the 
end, substitute :—-“ The brush machine had been shunt 


wound for are lighting and many machines were so 
working, but the plan was only suitable for special 
cases. For light loads it was unsuitable, and on the 


whole the series method was best.. As to the heating 
of the polepieces, he pointed out that there were two 
causes of unequal heating—one was the action of 


magnetic tufts which always heated the same pole, the 


trailing horn ; the other, and more important, was the 
action set up by the current in the armature coils. 
The pole heated most by this latter cause was behind 


the brush in a generator but in front of it in a motor. | 


Thus if a brush machine is run with the brushes in 
the same place as a motor as when used as a dynamo— 


as may be done by reversing the field—the same pole- . 


piece will heat in both cases, but in a motor the heat 
will be less, because the two causes of heating referred 
to are not acting on the same pole. In a dynamo the 
effects are added, in a motor they are subtracted.” 


Electricity in Court,—One of the Paris Courts has 


got to decide the question whether a landlord can pre- 
vent his tenants from installing the electric light on 
the premises. In the particular lease there is a clause 
forbidding the tenant to make alterations in the in- 
ternal arrangements of his premises without the land- 
lord’s written consent ; but the latter’s counsel appa- 
rently prefer to rely upon learned and long disserta- 
tions on high and low tension, the effects of induction, 
&c. One of these learned gentlemen disposed of an 
argument, based upon some remarks of Mr. Edison 
about the dangers of_ high tension subterranean canali- 
sations, by saying that Edison was out of court, since 
he only sold low-tension currents. 


West African Rabber.—An important company has 
just been formed for purchasing the valuable conces- 
sion granted for the sole right of collecting and ex- 


porting the India-rabber grown within the territories 


of the Government of Liheria, West Coast of Africa, 
the concession covering the whole area of the govern- 
ment lands on whith the gum elastic rubber tree is 
found, and it is estimated that a minimum of 2,000 


tons can be collected annually. It is stated that 


brokers in London have offered to take any quantity of 
the Liherian rabber that he sent them at prices 
varying from 1s. 61. to 2s. 9d. per Ib. 


Capital and Labour.—We have received a lengthy 


letter from a correspondent on the subject of electrical 


workmen and wages, but our space is too much taken 
up this week to allow of its insertion. We shall 
probably have a few comments to make upon the 
writer's ideas of fair play in our next issue. : 


City of Paris.— When the late disaster occurred to 
this Atlantic liner the dynamo room got swamped, and 
other means had to be trusted to for light. 


Electric Companies’ Mains.—The County Council 
has granted: permission to the Metropolitan Electric 


. Sapply Company to lay mains in the principal streets 


and squares of the West Central district, on condition 
that three days’ notice is given to the Council's engi- 
neer, that the mains shall be enclosed in 5-inch iron 
pipe and laid under the footways wherever practicable, 


and that the covers of the boxes shall consist of iron — 


frames filled in with material to suit the paving. 
Sanction was also given to the Kensington and Knights- 
bridge Company for the laying of mains. _ | 


North German Telegraph Cubles.—The German 
Government has purchased the telegraph cables 
between Hamburg-Caxhaven and Heligoland for 
£9,600. 
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Edinburgh Lighting.— Lord Balfour of Burleigh 
and Mr. Courtenay Boyle, C.B., representing the 
Board of Trade, recently received a deputation from 
the Town Council of Edinburgh on the electric 
lighting question. . The council wishes to control 
the city lighting, and with that view will apply for 
an order as early as possible; but there are. several 
lighting companies already in the field. The ‘corpora- 
tion has refused its consent to the applications of the 
latter, but is not quite clear as to whether it constitutes 
the “local anthority ” mentioned in the act. As regards 
this point, Lord Balfour thought there could be no 
doubt that in the case of Edinburgh the Town Council 
was the local authority for electric lighting purposes 
under the act. Later in the day representatives of the 


various companies waited upon Lord Balfour and Mr. 


Boyle, when the town clerk and Mr. Beveridge, the 
corporation’s Parliamentary agent, were present, and 
urged that, having done everything in compliance 
with the statute the companies prima facie were en- 
titled to proceed. At the conclusion of the interview, 
Mr. Beveridge said it was clearly to be understood that, 
if there should be any postponement of the inquiry, 
that would not debar the corporation taking the neces- 
sary steps next November if they saw fit. 


The Grievances of Telegraphists.—The following is 
the resolution which Lord Compton will move on 
Tuesday, the 15th, with reference to the telegraphists : 
—“ That, in the opinion of this House, the present 
position of telegraphists in London and elsewhere is 
unsatisfactory, and their just grievances require re- 
dress.” 


Overhead Wires at Exeter.—The vexed question of 
nverhead wires was under discussion by the Exeter 
Town Conncil last week. The secretary of the Exeter 
Electric Light Company made formal application for 
permission to erect three standards in Northernhay 
Place, and this gave rise to a protest against an 
authorisation being given which would lead to an 


extension of overhead wires, which the mayor said 


were an eyesore and might prove a nuisance. It was 
further urged that so long as the council gave permis- 
sion for wires to be erected overhead nothing would 
be heard of their being put underground. On the other 
hand, it was submitted that if the company chose to 
erect overhead wires, with an intention of putting them 
underground in two years, the council could not com- 
plain, inasmuch as they were spending the share- 
holders’, and not the ratepayers’ money. Eventually 
it was resolved by 21 votes to 16 that permission 
should only be granted on condition that the wires be 
laid underground. Alderman Domville gave notice of 
his intention to move a resolution instructing the 
surveyor to remove all existing overhead wires. 


A Shareholder’s Suggestion to the Torquay Gas 
Company.—At the meeting of the Torquay Gas Com- 
pany, a few days since, Mr. Iredale, one of the share- 
holders, offered the directors a little advice on the 
subject of electric lighting, which does not, at all events 
at present, appear to meet with their approbation. He 
said the electric light had now been before the country 
for some years. It was year by year receiving more 
attention, and becoming more perfect ; and a few years 
hence there would be a considerable fight between the 
two great lights—electricity and gas. His impression, 
as « shareholder, was that the company should make 
application for Parliamentary powers to enable them 
to light the town by means of electricity, for the reason 
that they would have outside competition unless they 
‘took the bull by the horns” themselves. That the 


electric light would be introduced into Torquay, sooner. 


or later, he regarded as almost a certainty ; and the 
question was, who should do it? He maintained that 
it should be done by the company who at present held 
the powers of lighting the town by gas. 


‘and he was able to get up again. 


Government Telegraphs and Railway Companies — 
Says a morning contemporary :—When the telegraphs 
were handed over to the Government a bargain was 
made with the railway. companies by which, in 
payment of way-leave, they were permitted to treme 
messages on the business of the company free of cost 
In 1871, upon the transference of the telegrapha, 
97,000 such messages were sent. In 1888, the last 
period at which statistics are available, these messages’ 
had risen to a number falling very little short of a 
million. It is estimated that a loss of £50,000 a year 
accrues to the revenues from this source. Mr. Heaton 
is pressing the Postmaster-General to introduce a Bill 
terminating the arrangements. 


Electricity in Montevideo.—Early in March one 
of the electric wires at the corner of Calle 18 dé Julio: 
broke and fell on the road. Two horses in a market 
cart passing by were thrown down by the electric cur. 
rent the moment they touched the wire, which was 
giving out sparks as it lay on ‘the ground, and’ 
the driver was thrown off his seat. A policeman’ 
attempted to clear the wire from the horses’ “ feet” 
with his sword, when he was immediately knocked 
down by the force of the electricity. He managed to 
get on his feet, but was again knocked down. Someof 
the lookers-on went and pulled him off the wire, and 
in doing so one of them was knocked down, but 
managed to save himself by rolling off the wire, 
Immediately afterwards a tram-car drawn by three 
horses arrived, and all the animals fell on coming into 
contact with the wire. By this time the men of the 
electric light company appeared on the scene. One of 
them was for a time prevented by the police: from 
trouching the wire, but afterwards one of them seized. 
the wire with a tongs to try to cut it, and was at once 
thrown on his back ; but the tongs fell from his hands 
Some more of the 
company’s men arrived shortly after, and the horses 
were rescued. The men then set about to repair the 
wire in order to get light in the Calle 18 de Julio and 
other streets that were in darkness all the time. 


Electrical Exhibition in New York.—An electrical 


- exhibition will be opened at the Lennox Lyceum, 


Fifty-ninth Street and Madison Avenne, New York, 
on Easter Monday, and continue until May 17th. The 
starting of the scheme is due to a liberal contribntion 
of $5,000 from Mr. T. A. Edison, who has also offered 
the use of his entire Paris exhibit. Among other com- 
panies, the Bell Telephone Company, the Edison 
Electric Illuminating Company, the Metropolitan- 
Phonograph Company, and the Sprague Electric Rail- 
way Company, have been invited to take part in the 
exhibition. Tne Sprague Company proposes to con- 
stract several operative miniature railways with 
automatic signals. Other attractions will be an oe 
ently submarine telephone connection with all cut 
the world, a phonographic library, and a large supply | 
of phonographs, in which cylinders containing speeches 
by famous men will be in operation. 


NEW COMPANIES REGISTERED. 


Company Limited. 


Patent Lithographic Zine Plate Te acquire the 


—Capital £10,000 in £5. Objects: ‘| 
manufacturing rights of Oscar Kindermann 
partners in the process of preparing zine pia intain 
lithographic purposes, and to constract and ma “ay 
such manufactories, warehouses and electric Worm, 

may be necessary. Signatories (with 1 share eaco) 

K. Dibb, “Henry Willford, *W. Schultetus, a 
Locking, *N. Y. Owbridge, C. H. DS 4? 
Mcliwaine, all of Hull and neighbourhood. 


| 
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signatories denoted by an asterisk are first directors. 
Qualification, 50 shares, the company: in general 
meeting will determine remuneration. Registered 29th 
ait, by Messrs. Waterlow, Bros., and Layton, Birchin 


OFFICIAL RETURNS OF ELECTRICAL : 
COMPANIES. 


L - 


“Priestman Oil Engine American Syndicate, Limited, 
The statutory return of this company, made up to the 
7th alt, was filed on the 19th ult. The nominal capital 
js. £25,000, divided into 1,250 preference and 1,250 
ordinary shares of £10 each. 1,250 shares have been 
taken up, and £2 10s. per share has been called, the 
ae calls paid amounting to £3,000, and unpaid to £125. 
The document does not state whether the subscribed 
shares are preference or ordinary. Registered office, 
was Temple Buildings, Kingston-upon-Hull. 
- Mining and General Electric Lamp Company, 
nan Limited.—An agreement of 28th ult., between this com- 
: y and the liquidators of the New Portable Electric 
ked pand Power Syndicate, Limited, provides for the 
| allotment of 34,115 fully-paid shares of £1 each, being 
of ‘the balance of purchase money due for patents pur- 
chased from the syndicate company. 
but 
ire 


Birmingham Electric Supply Company, Limited.— 
. The statutory return of this company, made up to the 


ree 17th ult., was filed on the 25th ult. The nominal 
‘oto capital is £100,000 in £5 shares. The shares taken up 
the are 8,701 ordinary and 1,800 ordinary special issue. 
> of Upon the former £1 per share has been called, and 5s. 
om per share upon the latter; the calls paid being 
zed. £8,598 10s. and £450, respectively. The calls unpaid 
nee amount to £102 10s. Registered office, 120, Colmore 
nds Row, Birmingham. 

the An extraordinary general meeting of the company 
rses was held on the 3rd ult. at the Queen’s Hotel, Birming- 
the ham, when the following resolution was passed unani- 
and mously, viz. :—“ That of the subscribed capital of the 


company £50,000 be, and the same is hereby appro- 
priated as a separate capital for the purpose of the 
undertaking authorised by the Birmingham Electric 


ical Light and Power Order, 1889.” The resolution was 
am, confirmed on the 19th ult. was duly filed on the 
“5 27th ult. | 

ion Key’s Electric Company, Limited,—The registered 
rea office of this company is situate at Ingram House, 165, 
a Fenchurch Street. | 

son Durand Electric Petroleum and Gas Engine and 
tan - Manufacturing Company, Limited. — The registered 
ail. office of this company is situate at 175, Strand. 

” Armstrong's Electrie Light and Power Company, 
F4 dmited.—The registered office of this company is now 
Blluate at 31, Aldermanbury, E.C. 

of 
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CITY NOTES, REPORTS, MEETINGS, &c. 


The London Electric Supply Corporation, Limited. 


oo pr réport submitted to the meeting of share- 

ts report of which follows herewith, it is stated that the 

advantage the new considered the means of turning to better 

remove it to o Want at the Grosvenor Station, and have decided to 

change are d eptford. The arrangements already wade for this 

ted, the concent escribed in the engineer’s report. It is obvious that 
the ration of the whole of the generating machinery in one 


establi 

his mr pr under the control of the chief engineer, must secure 
for Lurin “pue in supervision and economy. 

in Powers he ne year the corporation has acquired statutory 
a pulated an ab rge area of the metropolis, embracing thickly- 
A a8 Satine busin usy districts, from which the board believe that a 
i à quired with €ss may be obtained. These powers have only been 
R and costly ee labour and expense, and after a protracted 
W, ‘Proceedings in Pati’, by the Board of Trade, and subsequent 
rhe satisfied with Phew ent. The board have every reason to be 


e results secured for the corporation, due, in uv 


small degree, to the personal exertions of the Earl of Crawford, 
whose’ attention to the interests of the corporation was unre- 
mitting. Your directors are applying for further powers this 
session, which, if granted, will considerably enlarge your statutory 
area, and will lead to a more economical disposition of the cor- 
poration’s works. 

_ The applications for current now in hand, and which are grow- 
ing from day to day, justify the e tation that for a long time 
‘to come there will be full and profitable employment for the plant 


of the corporation. Owing to the allocation to the Metropolitan . 


‘Electric Supply Company of some of the districts hitherto supplied 
by the corporation—notably the parish of Marylebone and the 
Strand District—the corporation’s customers and works in those 
‘districts are being handed over to that company, with whom a 
satisfactory arrangement has been made by which the corporation 
receives the cost of and othen adequate considerations for the 
works and appliances so transferred to them. 

The accounts show a balance to the credit of profit and loss 
account, from which your directors recommend that the dividend 
of 6 per cent. upon the preference shares be paid. This will allow 
of a small balance being carried forward. fees 

In the capital account it will be seen that £2 per share of the 
preference capital has been called up, leaving £3 per share still 
due. . Having sufficient capital for their immediate requirements, 
the board have not made the further calls they were empowered 
to make, being of opinion that in the recent state of the money 
market it was more in the interest of the preference shareholders 
that the money should only be asked for when required. It is 
therefore proposed to call up the remainder of the preference 
capital at such intervals as may be necessary. In view, however 
of the conditions of the prospectus, the board will afford to the 
preference shareholders the option of paying up the balance due 
on their shares whenever convenient to them between the present 
date and the 30th June next. 

During the past year the Earl of Crawford has resigned the 


- chairmanship, but the board are happy to say that he is continuing 


his services as deputy chairman. Mr. James Staats Forbes has 
been elected chairman. The directors retiring, as provided by the 
articles of association, are the Earl of Crawford, Sir Coutts 
Lindsay, and Lord Wantage, all of whom are eligible and offer 
themselves for re-election. : 

The engineer’s report reads as follows:— 

“I have the honour to report that during the past year the 
general works and buildings at your Deptford Station have been 
completed, and a large amount of machinery for supplying electric 
current.has béen erected. There is now in complete working order 
a plant consisting of two 30,000-light dynamos, with engines, 
boilers, and other accessories to correspond. 

“In order to utilise this supply of current in London, mains 
were purchased and laid in the vin aye of last year, but I regret 
to say that some of them have proved a very great failure, owing 
to which you are not in a position to utilise more than one-quarter 
of the capacity of your Deptford plant. Had these mains suc- 
ceeded you would now have been in a position to utilise the whole 
of the Deptford machinery above-mentioned for the supply of 
the corporation’s customers in town. | 

“The Grosvenor central lighting station has continued to 
supply current to a large number of consumers during the past 
year, notwithstanding the great difficulties attending its position 
in a most populous and busy district, where space and every other 
convenience are much limited. In order to use the plant of this 
station to its full advantage, and to secure the: benefits of the 
riverside site, arrangements are now being made for its removal 
to Deptford, where, before the autumn, it will be in a position to 
contribute to the supply of light in London in a more economical 
and efficient manner than now. You will then possess plant 
capable of generating power for 90,000 lights, with which, after 


making most liberal allowances for reserve, you will be able to : 


supply 60,000 lights simultaneously. 

“In addition to the above two large dynamos of the capacity of 
200,000 lights each are being built. These machines will at first 
be used for 100,000 lights each, and the engines and boilers for 
this output are now completed, and the machines themselves are 
in a fairly advanced state, the heaviest and most difficult parts of 
them being well in hand, It is expected that these machines will 
be completed about the end of the present year, when the pro- 
ductive capacity of your plant will be raised to 290,000 lights, and, 
allowing for reserve in accordance with the requirements of the 
Board of Trade, you will be able to supply some 160,000 lights 
simultaneously. At a later stage the current for 200,000 addi- 
tional lights will be obtained from these machines by simply 


_ adding the necessary engine power. 


“The laying of distributing mains has been commenced, and 
fair progress made in a portion of the corporation’s area. The 
manufacture of permanent trunk mains by the corporation’s own 
staff has been vigorously pushed forward, but partly on account 
of the time occupied in getting a new system into working order, 
and partly owing to the great difficulties experienced in meeting 
the varying requirements of the several local and other authori- 
ties, none have yet been laid. These mains have been tested on 
the corporation’s own premises, and the results show that they are 
capable of withstanding greatly more electrical pressure than will 
be required in ordinary working, and also that they are in every 
sense @ practical and commercial success. The defective mains 
now in use between Deptford and London will shortly be replaced 
by these permanent trunk mains, when a supply of current to the 
full mene of the machinery now erected at Deptford may be 
utilised. 
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“ During the past year great difficulty has been experienced in 
obtaining a satisfactory meter for the registration of current 
supplied to customers, and this difficulty has entailed a certain 
amount of loss to the corporation. Recently, however, several 
meters of a satisfactory type have been put into use, and now 
more than half the corporation’s customers are supplied through 
these meters. It is believed that before very long the corporation 
will be able to supply all their customers by meter. 

“It may be well here to remind the shareholders that in erect- 
ing its works at Deptford on a site immediately adjacent to the 
Thames, and upon a sufficiently comprehensive scale, the corpora- 
tion has taken its lesson from the gas companies. These com- 

ies commenced with small stations in the centre of populous 
istricts, but experience has since shown that this was an un- 
desirable method of proceeding, and that the true way to secure 


both economy and efficiency is to generate gas on a large scale on — 


“ commodious site at the water’s edge, and at some distance from 
the district to be supplied. The corporation has followed this 
eminently practical conclusion, and when the Deptford works are 
further advanced the wisdom of following an example proved to be 
so successful in an enterprise of a kindred nature will be apparent. 
Z. De FERRANTI.” 


The third ordinary general meeting was held on Monday at the 
City Terminus Hotel, under the presidency of Mr. J. S. Forbes. The 
chairman referred with great regret to the resignation, mainly 
for reasons of health, of the Earl of Crawford, who until 
recently had presided over the company. As the works were now 
approaching completion and the company was likely to develo 
at no distant time into a working undertaken his (the peter) 
colleagues had thought that he might be of some service to them 
by taking the post previously occupied by Lord Crawford. The 
accounts were presented upon the model required to be made by 
the Board of Trade, and he thought that they rested upon this 
possibility—that in accordance with the conditions on which this 
and similar companies had come into existence there might be a 
time when some other interest —local authority or otherwise—might 
acquire the right of taking over the enterprise upon certain terms 
set forth in the concession, charter, or provisional orders belonging 
to them. The company were authorised by their articles to raise 
£1,000,000, divided into 200,000 shares of £5 each, of which 
111,000 were issued and paid for. For their future requirements 
there remained to be issued 89,000 shares, representing £445,000, 
making up the balance of £1,000,000. There was no i 


mmediate 
probability of that part of the capital being increased. Compara- 


tively recently the shareholders had also authorised the directors to 
create preference shares of £5 each to the amount of £250,000, 
in order to get rid of the incubus of a debenture debt. Upon this 
issue £2 a share had been called up, leaving unexhausted £150,000 
under this head available for the future requirements of the 
company. They started the year 1889, having expended on 
capital account £373,703, and during the year they had spent 
the shareholders’ money somewhat rapidly, the outlay having 
been £131,555. They had received on capital account 
£649,750, and the balance unexpended of that- amount was 
£144,491. They, therefore, had this last mentioned amount and 
the £150,000 unpaid on the preference shares assured to them in 
order to complete and develop their undertaking, in addition to 
which they had the reserve of ordinary capital which he had men- 
tioned. They believed that the resources in hand were fully 
sufficient to carry out the undertaking as far as their existing 
powers were concerned. Passing on, he observed that théir enter- 
prise could not be brought to perfection without their having to 
find out a great many things as they went along, and he was 
sensible that the accounts contained a great many items of expen- 


diture which were very large in proportion to the result achieved. — 


They had received on this account £27,638, and the balance of 
profit was only £1,249; but for the same expenditure they could, 
undoubtedly, have sold a great deal more current at 7}d. per 
Board of Trade unit, a great deal more current under contracts, 
and have obtained a great deal more rental from meters, &c., than 
they had done in the past year. He hardly knew any enterprise 
upon which Parliament had a voice which had been so hampered 
and obstructed as the electric light. After referring in detail to 
some of the difficulties that had to be overcome even under exist- 
ing legislation, he said that he felt convinced that next year they 
would show a better result on the revenue account than they did 
in the statement now submitted. Owing to the allocation to the 
Metropolitan Electric Supply Company of some of the districts 
hitherto supplied by the London Corporation, the customers and 
works of the latter in Marylebone and the Strand were being 
handed over to the Metropolitan Company. That company and 
themselves had what might be called the lion’s share of 
London, and they were working on friendly terms with each 
other. As the result of the year’s operations they were enabled 
to pay a dividend of 6 per cent. on the preference 
capital which had been received up to December 3lst, and 
to we forward a balance of £920. Turning to the directors’ 
report, he alluded to the report of the engineer appended, and 
— of the wisdom of eoncentrating their works at Deptford. 

hey had taken a lesson from the gas companies, whose ex- 
perience, as Mr. Ferranti said in his report, “had shown them 
that the true way to secure both economy and efficiency was to 
generate gas on a large scale, on x commodious site by the water’s 
edge and at some distance from the district to be supplied.” As 
soon as they were in full working order at Deptford they would 
cease to generate the current at the Grosvenor Gallery, although 
that would still be a centre of supply. The applications for 


L 


current were growing from day to day, and they could nof 
the demands of the public upon them at 
adopted the high-tension system, which was different from that 
which other electric light companies had adopted. 

ment was now being tested by practice, and, like all ex 

it was not achieved in a single day, and a great many di pe 
had to be overcome. Mr. Edison 


A short discussion followed, in which Mr. Benjamin Kisoh, Mr 
Scott Russell, and the Lord Justice Clerk (Lord Kingabangh) 
took part. 

The Chairman having replied, the motion was unanimously 
adopted, and resolutions were afterwards . dec the 
dividend recommended, re-electing Earl Crawford, Sir 
Lindsay, and Lord Wantage to their seats at the board, and 
reappointing the auditors, Messrs. Kemp, Ford and Company, 


Fareham Electric Light Company, Limited. 


Tue first general meeting of this company was held last 
the Foresters’ Hall, Fareham, when Capt. Ramsey por ur ae 
chair. Mr. James Blake, speaking of the company’s position, 
stated that a contract had been entered into between them and 
Messrs. I.aing, Wharton and Down, the syndicate working the 
Thomson-Houston system. He thought the system prove 
a beneficial one, as it had been adopted with so much success in 
many parts of the metropolis. A contract for steam power had 
been entered into with Messrs. Ransomes, Sims and Jeffrey, of 
the Orwell Works, Ipswich, for 105 indicated H.P. They had’ 
authority from the Fareham Local Board to enter the town and 
erect all the necessary plant and appliances for supplying the 
electric light, subject to the rules and regulations of the Board 
of Trade. An advantageous site for building a station was at 
their disposal. He should think the company would be able to 
supply the light generally to the town in about three months. : 
he usual vote of thanks to the chairman éoncluded the 
meeting. 


A battle of posters has been lately waged in Fareham, princi- 
ly with reference to the electric light question, The managing 
irector of the Taunton Electric Light Company writes in 
to certain atatements affecting the company, emanating from 
C. Bovill Smith, of the gas company. He regrets to say that not 
only are the statements inaccurate and misleading, but a gra 
rversion of the truth ; in fact, some of them are pure inven 
uring the three years the Taunton Electric Light Company has 
been established it has paid dividends amounting to 16 per cent. 
on the total paid up capital, besides carrying forward a balance of 
£352 93. 10d., and has never devoted, as was asserted, a 
penny of capital to the payment of dividends. The promoters of 
new company express their intention to offer the electric light to the 
Local Board tor public lighting purposes for a sum of £4608 year, 
supplying lamps representing 16,000 O.P. (the present gas illumi- 
nation represents but 2,000 C.P.), at the same cost as that at, 
present incurred for gas. . 


The Fastern Telegraph Company, Limited, announce 
the payment on April 15th of interest of 33. per share, less income 
tax, being ut the rate of 6 per cent. per annum on the preference 
shares for the quarter ending March 31st, and the usual om | 
dividend of 24. 6d. per share on the ordinary shares, tax free, 
respect of profits for the quarter ended December 31st, 1889. 


the Telephone Company of Austria, Limited, inti- 
mates that the usual ey vidend = the 31st ga on the 
reference shares, at the rate o r cent. per annum, 
ess income tax, early in April, has oo declared by the board. 


have 
Anglo-American Telegraph Company, Limited.’ +" 


declared an interim dividend for the quarter en per 
1890, of 12+. 6d. per cent. on the ordinary stock, and 26s. per 
on the preferred stock, payable on May 1st. 


The Commercial (able Com pa is thata 
uarterly dividend of 14 per cent. wi upon 
prone 4 on the 10th inst. to all stockholders of record on April 1. 


Direct. United States Cable Company, Limited 
The directors have declared a quarterly interim dividend 
per share, payable on the 24th proximo. 3 


TRAFFIC RECEIPTS. 


| tor the 
The Brazilian Submarine Telegraph Company, Limited. The receipts 
week ending March 2sth, 1590, amounted to 24.558. 


traffic 
The Cuba Submarine Telegraph Company, Limited. The estimated at 
. for the month of March were £4,000 as compared with A Pod, 
eee | month of last year. The receipts for the mon 0 
mated at £3,000, realised £2,995, tor the wet 
The Wextern and Brazihao Telegraph Company. Limited. The reo pee 


ending March 28th, after deducting the fifth of the gross 
the London Platino-Brasilian Telegraph Company, Limited, werg 
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been astounded at what he had seen. Mr. Edison’s lieutenant 

also subsequently visited the works, and had gone further than In Ct 

Mr. Edison in his comments, also stating that they had done the a last 

right thing in concentrating their works at one place, stury, 

Lord Wantage seconded the motion. anne 
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MARK TWAIN’S SCIENCE. 


| f Jlowin: from a review of Mark Twuin’s new 
eas « À be at the Court of King Arthur.” We have 
briefly referred to this remarkable volume in our front pages :— 


‘which is full of force and originality, is thus told in the 
One oe chapters. This is how they prepared for the attack. 


explains :— 

immensely strong wires—naked, not insulated— 

from s big dynamo in the cave—dynamo with no brushes except 
a positive and a negative one——. The wires go out from 
the cave and fence in a circle of level ground a hundred yards 
in diameter ; they make twelve independent fences, 10 feet apart 
_that is to say, twelve circles within circles—and their ends 
come into the cave again. The fences are fastened to heavy 
oaken posts, only 3 feet apart, and these posts are sunk 5 feet in 
the ground. The wires have no ground connection outside of 
the cave; a cavalry charge hurls itself against the fence; the 
moment they touch it they form a connection with the negative 
brush through the grownd, and drop dead. In the centre of the 
inner circle, on a spacious platform 6 feet high, I’ve grouped a 
battery of thirteen gatling guns, and provided plenty of ammuni- 
tion. The glass cylinder. dynamite torpedoes are attended to. It’s 
the prettiest. garden that was ever planted. It’s a belt 40 feet 
wide, and goes around the outer fence—distance between it and 
the fence 100 yards—kind of neutral ground, that space is. There 
isn’t a single square yard of that whole belt but is equipped 
with a torpedo. We laid them on the surface of the ground, 
and sprinkled a layer of sand over them. It’s an innocent- 
looking garden, but you let a man start in to hoe it oncé, and 

u'll see.” | 
They proclaim the Republic, and the Church’s knights arrive 
in force, 

The big day arrived in time. At dawn the sentry on watch in 
the corral came into the cave and reported a moving black 
mass under the horizon, and a faint sound which he thought 
to bemilitary music. Breakfast was just ready; we sat down and 
ate it. 

This over, I made the boys a little speech, and then sent out a 
detail to man the battery, with Clarence in command of it. 

The sun rose presently, and sent its unobstructed splendours 
over the land, and we saw a prodigious host moving slowly toward 
us, with the steady drift and aligned front of a wave of the sea. 
Nearer and nearer it came, and more and more sublimely imposing 
became its aspect ; yes, all England was there apparently. Soon 
we could see the innumerable banners fluttering, and then the sun 
struck the sea of armour and set it all aflash. Yes, it was a fine 
sight ; I hadn’t ever seen anything to beat it, 

At last we could make out details. All the front ranks, no 
telling how many acres deep, were horsemen—plumed knights 
in armour, Suddenly we heard the blare of trumpets; the slow 
walk burst into a gallop, and then—well, it was wonderful to see! 
Down swept that vast horseshoe wave—it approached the sand- 
belt—my breath stood still; nearer, nearer—the strip of green 
turf beyond the yellow belt grew narrow—narrower still—became 
a mere ribbon in front of the horses—then disappeared under their 
hoofs. Great Scott! Why, the whole front of that host shot into 
the sky with a thunder-crash, and became a whirling tempest of 
rags. and fragments ; and along the ground lay a thick wall of 
smoke that hid what was left of the multitude from our sight. 

Time for the second step in the plan of campaign; I touched a 
button, and shook the bones of England loose from her spine. 

a that — all our noble civilisation-factories went up in 
€ air and disappeared from the earth. It was a pity, but it was 


We could not afford to le 
ey : t the enemy turn our own weapons 
on ensued one of the dullest quarter-hours I had ever endured. 
N e waited in a silent solitude enclosed by our circles of wire, and 
x cp of heavy smoke outside of these. We couldn’t see over 
vd he smoke, and we couldn’t see through it. But at last it 
apd — away lazily, and by the end of another quarter- 
iteel? : nd was clear and our curiosity was enabled to satisfy 
sdditis © living creature was in sight! We now perceived that 
7 ditch © been made to our defences. The dynamite had dug 
a on than a hundred feet wide, all around us, and cast up 
t» thet ment twenty-five feet high on both borders of it. As 
| re of life, it was amazing. Moreover, it was 
they did mate. Of course we could not count the dead, because 
not exist as individuals, but merely as homogeneous pro- 
alloys of iron and buttons. 

by the ry the great embankments thrown up around our lines 
fn À explosion—merely a look-out of a couple of boys 

Next, pe the enemy when he should appear again. 
our Hane han an engineer and fortv men to a point just beyond 
and bring it wi south, to turn a mountain brook that was there, 
it in ve À within our lines and under our command, arranging 
gency, The #2. that I could make instant use of it in an emer- 
each, and w orty men were divided into two shifts of twenty 
ure the fre to relieve each other every two hours. In ten 

Lee Work was accomplished. 

of rh it by good and dark, I shut off the current from all 
: ap then groped my way out to the embankment 
x side of the great dynamite ditch. I crept to the 


top of it and lay there, on the slant of the muck, to watch. But 
it was too dark to see anything. 


I presently gave up looking, the night shut down so black, but: 


I kept my ears strained to catch the least suspicious sound, for I 
judged I had only to wait and I shouldn’t be disappointed. How- 
ever, I had to wait a long time. At last I heard what you may 
call indistinct glimpses of sound—dulled metallicsound. I pricked 
up my ears, then, and held my breath, for this was the sort of 
thing I had been waiting for. I heard that metallic noise descend- 
ing into the great ditch. It augmented fast, it spread all along, 
and it unmistakably furnished me this fact: an armed host was 


taking up its quarters in the ditch. Yes, these people were 


arranging a little surprise party for us. We could expect enter- 
tainment about dawn, possibly earlier. 

I groped my way back to the corral now; I had séen enough. 
I went to the platform and signalled to turn the current on to the 
two inner fences. Then I went into the cave, and found every- 
thing satisfactory there—nobody awake but the working watch. 
I woke Clarence and told him the great ditch was filling up with 
pa and that I believed all the knights were coming for us in 


a body. 

We crossed the corral and lay down together between the two 
inside fences. We started a whispered conversation, but suddenly 
Clarence broke off and said :— 

“ What is that? There beyond you a little piece—a dark 
something—a dull shape of some kind—against the second fence.” 

I gazed and he gazed. I said :— 

‘ Could it be a man, Clarence ? ” 

**No, I think not. If you notice, it looks a lit—why, it is a 
man !—leaning on the fence.” 

“ I certainly believe itis; let us go and see.” 

We creptalong on our hands and knees until we were pretty 
close, and then looked up. Yes, it was a man—a dim great figure 
in armour, standing erect, with both hands on the upper wire— 
and, of course, there was a smell of burning flesh. Poor fellow, 
dead as a door-nail, and never knew what hurt him. He stood 
there like a statue—no motion about him, except that his plumes 
swished about a little in the night wind. We rose up and looked 
in through the bars of his visor, but couldn’t make out whether 
we knew him or not—features too dim and shadowed. 

We heard muffiled sounds approaching, and we sank down to 
the ground where we were. We made out another knight vaguely ; 
he was coming very stealthily, and feeling his way. He was near 
enough now for us to see him put out a hand, find an upper wire, 
then bend and step under it and over the lower one. Now he 
arrived at the first knight—and started slightly when he dis- 
covered him. He stood a moment—no doubt wondering why 
the other didn’t move on; then he said, in a low voice, “‘ Why 
dreamest thou here, good Sir Mar——.” Then he laid his hand 
on the corpse’s shoulder and just uttered a little soft moan and 
sank down dead. Killed by a dead man, you see—killed by a dead 
friend, in fact. There was something awful about it. 

These early birds came scattering along after each other, about 
one in every five minutes in our vicinity, during an hour. 
They brought no armour of offence but their swords; as a rule 
they carried the sword ready in the hand, and put it forward and 
found the wires with it, We would now and then see a blue spark 
when the knight that caused it was so far away as to be invisible 
to us; but we knew what had happened, all the same, poor fellow : 
he had touched a charged wire with his sword and been elected. 
We had brief intervals of grim stillness, interrupted, with piteous 
regularity, by the clash made by the falling of an ironclad; and 
this sort of thing was going on, right along, and was very creepy, 
there in the dark and Jonesomeness. ; 

We concluded to make a tour between the inner fences. It was 


a curious trip. Everywhere dead men were lying outside the . 


second fence—not plainly visible, but still visible ; and we counted 
15 of those pathetic statues—dead knights standing with their 
hands on the upper wire. 

One thing seemed to be sufficiently demonstrated; our current 
was so tremendous that it killed before the victim could cry out. 
Pretty soon we detected a muffled and heavy sound, and next 
moment we guessed what it was. It was a surprise in force 
coming. I whispered Clarence to go and wake the army, and 
notify it to wait in silence in the cave for further orders. He was 
soon back, and we stood by the inner fence and watched the silent 
lightning do its awful work upon that swarming host. One could 
make out but little of detail; but he could note that a black mass 
was piling itself up beyond the second fence. That swelling bulk 
was dead men! Our camp was enclosed with a solid wall of the 
dead—a bulwark, a breastwork, of corpses, you may say. One 
terrible thing, about this thing was the absence of human voices ; 
there were no cheers, no war cries. Being intent upon a surprise, 
these men moved as noiselessly as they could; and always when 
the front rank was near enough to their goal to make it proper for 
them to begin to get a shout ready, of course they struck the fatal 
line and went down without testifying. 


I sent a current through the third fence, now ; and almost im- : 


mediately through the fourth and fifth, so quickly were the gaps 
filled up. I believed the time was come now for my climax; I 
believed that the whole army was in our trap. Anyway, it was 
high time to find out. So I touched a button and set fifty electric 
suns aflame on the top of our precipice. 

Laud, what a sight! We were enclosed in three walls of dead 
men! All the other fences were pretty nearly filled with the 
living, who were stealthy working their way forward through the 
wires. The sudden glare paralysed this host—petrified them, you 
may say, with astonishment ; there was just one instant for me to 


In Camelot the Boss, Clarence, and 52 boys from 14 to 17, make 
inenorate stand against the forces of the Church. The 
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utilise their immobility in, and 1 didn’t lose the chance. You see, 
in another instant they would have recovered their faculties, then 
they’d have burst into a cheer and made arush, and my wires 
would have gone down before it; but that lost instant lost them 
their opportunity for ever; while even that slight fragment of 
time was still unspent, I shot the current through all the fences 
and struck the whole host dead in their tracks! There was a 
groan you could hear! It voiced the death pang of eleven 
thousand men. It swelled out on the night with awful pathos. 

A glance showed that the rest of the enemy—perhaps ten thou- 
sand strong—were between us and the encircling ditch, and press- 
ing forward to the assault. Consequently we had them all! and 
had them past help. Time for the last act of the tragedy. I 
fired the three appointed revolver shots, which meant— 

“Turn on the water ! ” 

There was a sudden rush and roar, and in a minute the mountain 
brook was raging through the big ditch, and creating a river a 
hundred feet wide and 25 deep. 

‘ Stand to your guns, men! Open fire!” 

The thirteen Gatlings began to vomit death into the fated ten 
thousand. They halted, they stood their ground a moment against 
that withering deluge of fire, then they broke, faced about, and 
swept toward the ditch like chaff before a gale. A full fourth part 
of their force never reached the top of the lofty embankment; 
the three-fourths reached it and plunged over—to death by 
drowning. 

Within ten short minutes after we had opened fire, armed re- 
sistance was totally annihilated, the campaign was ended, we fifty- 
four were masters of England! Twenty-five thousand men lay 
dead around us. 


PROCEEDINGS OF SOCIETIES. 


The Institution of Electrical Engineers. 
Marcu 20TH, 1890. 


Continuation of discussion on Mr. Swinburne’s paper, “ The 
Theory of Armature Reaction in Dynamos and Motors,” and on 
Mr. Esson’s paper, ‘“ Some Points in Dynamo and Motor Design.” 
(Authorised Abstract.) 

Mr. A. P. Trorrer disagreed with Mr. Esson’s statement on 
slip 2, as to the inutility of, and the difficulties attending, calcu- 
ations of the stray field, and said that since Prof. Forbes gave his 


Stray FIELD DraGRAMs. 


three lectures in 1886 the work has been comparatively simple, 
and constituted part of the drawing office routine at Halifax, 
Speaking of differences in the quality of iron, he said forged bars 


Fic. 4.—Stray Fiezp DIAGRAM. 


could be depended on, but charcoal iron was not so reliable. Any 
doubt as to the behaviour of iron, in his opinion, renders it all the 
more necessary to calculate the waste field, so that only one un- 


known factor may be present. This predeterming 
important when any departure from po me 
in such cases one cannot be guided by previous experiment, À, 
an instance of the in these calculati 
said that in Messrs. Goolden 0.8 t dynamo 
leakage amounts to 60 per cent., Mr. Ravenshaw predicted aint 
within 1 per cent. Mr. Trotter also exhibited some in 
diagrams plotted by a novel method on the machine itself whi 
show the Sosstions of the waste field under various conditions of 
armature and field excitation ; on one of these the distorting effect 
of a large armature current could be easily seen. From gu, 
diagrams, 1, 2, 3 and 4, combined with Prof. Forbes’s formule, 
the s er thinks a line can be determined, in terms of whose : 
length the magnetic resistance between any two parts considered 
may be stated. 

Mr. Viaxozes confirmed Mr. Trotter’s remarks about the calen. 
lations of waste field by Mr. Ravenshaw. He also pointed out that 
Mr. Esson used the word “saturation” in various senses, and he 
thought it desirable that a distinct meaning should be given to the 

r. S. Joyce, speaking of Mr. Esson’s rule for rise of tempers 
ture, said such rules could only give the temperature a 
the surface, and not that of the interior, which was pro- 
bably much greater. As the difference in temperature between 
the inside and outside of the winding varies as the square of the 
depth, this difference may become excessive in large machines, 
The expression for this difference, on the assumption that the 


inside and outside surface are parallel planes, was given as = 


where h = C.G.S. heat units generated per cubic centimetre,p = 
depth of winding, and xk its thermal conductivity. For cylindrical. 
surfaces of ordinary dimensions the difference is about 3 per cent. 
less. The quantity x may be calculated from the equation 


K = ao where z is the thermal conductivity of the insulating 


material, d the diameter of the covered wire, and à the radial 
depth of insulation. The speaker said the value of z given for 
cotton by Prof. Everett was ‘00001, by Prof. Forbes ‘00008 ; buthe . 
himself found it ten times the latter, viz., 0003. His own experi: 
ments on “emissivity” of varnished cotton gave the number 
‘0005, whereas Macfarlane’s result for blackened copper was ‘0008. 
He had also found that by leaving about 10 per cent. of armature 
cores exposed, the difference of temperature between the inside 
and outside of the winding was reduced to a quarter that which 
exist when the whole surface is covered with wire. 

Mr. J. D. F. AnpREws said the specimens of armature winding 
exhibited by Mr. Crompton were very interesting, but thought 
the heating difficulty could be got over in a simpler way. In one 
dynamo he had constructed, with bars §” x 3”, the heating was 
immense when running at no load. On cutting away the pole- 
pieces, tangential with the armature, the rise of temperature was 
100° F., and by putting the bars on edge this was reduced to 
ef After rounding off the top corners of the bars there was no 

eating. 

Mr. Stuart A. Russes, referring to Mr. Esson’s curve for 
maximum output (fig. 21), said he believed this was obtained on 
the assumption that the depth of winding inside the armature 
was equal to the depth outside. If the difference between these 
depths be taken into account, then, in ordinary cylinder arma 
tures, instead of the core being about 4 times the depth of the 
winding, it becomes 5} times. As regards size and output, the 
speaker said he had found the rule.—Total induction « (watts 
per revolution)* very convenient, and that it nearly agreed with 
that given by Mr. Snell. Referring to the difficulty in compound. 
ing slow speed machines, Mr. Russell said, one cause arises from 
the want of proportionality between the additional ampére turns 
on the magnets and the back ampére turns on the armature. ih 
the former they are proportional to the currents simply, whilst in 
the latter they are proportional to the current multiplied by the 
angle of lead. Hence, if the compensating turns are 0 
for full load then the middle of the curve will be too high. oe 
cerning the design of motors, the speaker said he with 
authors of the papers, but the startling nature of the 2 
shown by Prof. Ayrton had led him to make experiments on 
subject. In these 4 double horseshoe Gramme machine was 
with the magnets and armature current decreased and im til 
40 per cent. respectively, so as to obtain a relatively pow 
armature. In addition to taking volts and ampéres the fie pra 
measured by the ballistic method. The first set of experim ) 
were made with brushes of the ordinary thickness (14 segment 
The results showed that with no lead v — c B, as & motor, 
about 8 per cent. greater than v + cR as a generator, Wo 
with lead and trail of 18° the difference was 4 per cent. there 
difference, he believes, is accounted for by self-induction, for es” 
was very little change in the field induction. In a secon 
experiments two brushes, in parallel, arranged so as t® à 
circuit four sections, were used; the difference between Y ‘+ was 
and v + C R amounted to 75 per cent. of the mean, but 1 
also noticed that the change in the field only amoun 
30 per cent., and that v — c R, as a motor, was grea 
E.M.F. corresponding to the induction used. From these ou 
tions Mr. Russell concludes that the E.M.F. of a motor ms 
made greater than that of a dynamo by short-circuiting a 
of sections, thereby increasing the armature induction, 
no advantage is gained because the result is just the same ¥ by 
the greater induction is produced by field magnet windings 
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short-eircuited by the armature brushes. His experience 
+ motors havi thick brushes did not agree with Mr. Snell’s, 
for, in tramcar a À he (the speaker) got the best results with 
shes of ordinary thickness. LE 
Mr. Wrues said no doubt need exist as to the possibility 
‘ng smooth commutator machines for high voltages, and tha 
the ail 


n of similar machines. The insulation of some may be 
a wherene that of others wound with equal care is com- 
ively bad. These differences are met with in machines of 


cutting the pole-pieces in fig. 3 of Mr. Swinburne’s paper in 
at by laminating the magnets in a direction 
perpendicular to that of the cross lines. Referring to Mr. Esson’s 
temperature limit of 75° C., he enquired whether any modi- 
feation would be made for machines intended for tropical 


Dr. 8. P. Tompson, in a communication read by Mr. Kapp, 
ssid a good approximation to the back ampére-turns was got by 
multiplying the number of conductors between the pole corners 
by half the armature current, and that he agreed with Mr. Swin- 
burne as to the usual position of the brushes. He complained of 
Mr. Swinburne’s use of “ergs” in measuring magnetic potential, 
and asked why in naming the pole corners he had reversed the 

inary usage. He also enquired why Mr. Esson takes the load 
carried by armatures as proportional to the depth of armature 
core. Speaking of “leakage coefficients,” he pointed out that 
this is not constant, even for machines of the same type, but is less 
for the larger machines. Referring to the statement by Mr. 
Esson that the induction in large armatures should be less than 
in small ones, Prof. Thompson asked whether this was true both of 
disc and wire cores. As regards smooth commutator machines for 
high volts, he said Messrs. Paterson and Cooper had made such 
machines successfully for some time, and that in Ball’s so-called 
“unipolar dynamo” was an instance of a smooth commutator 
machine working 80 arcs in series. : 

Mr. MacWurrter objected to Mr. Swinburne’s use of the 
symbol, 2, for magnetic potential, for this is the recognised 
symbol for megohm. He also said that some system of symbols 
was greatly needed, and suggested that the Nomenclature Com- 
mittee appointed by the Society some five years ago should pre- 
sent an interim report. Speaking of the magnetic pull on arma- 
tures of single magnet machines, he said his firm found the 
the method of placing the armature eccentrically very effec- 
tive. Their motors were always made on the same lines as 
2e va for they found that machines with light fields always 
spar 
The PRESIDENT expressed his great appreciation of both rs 
under discussion, but owing to the lateness of the cons gual 
only criticise a few points in Mr. Swinburne’s. The rule given for 


. lead of brushes seemed to him hardly correct, for in machines 


with which he was acquainted the lead was always less than half 
the LC between the pole corners. There were two points to 
which he wished to direct Mr. Swinburne’s attention, viz., the 
effect of having a great or a smaller number of commutator bars, 
and of thick or thin brushes. Speaking of the term “ magnetic 
resistance,” he said there were two reasons why he did not use it; 
first, the generally accepted idea of resistance was such that (flux)? 
x resistance ‘was a rate of doing work, so-called ‘ magnetic 
oe did not satisfy this condition. Secondly, “co-efficient 
à resistance ” are generally constant and express properties of 
e material or medium, “ Magnetic resistance,” however, is by 
à means - Constant, and he thought its use open to the same 
objections as “resistance of an electric arc,” an expression 
very misleading. | | 
* SWINBURNE, in reply, said the main subject of his r 
had not been discussed. Its object was to to om 
er for the lead of the brushes in terms of the polar angle 
us induction before the machine was 
. of much greater importance in regard to e 
ergo the greater part of his paper referred to such oh 2 
reunately, many of the speakers assumed it applicable 
. machines and discussed it accordingly. Prof. Ayrton, 
accused him of using “ magnetic potential”? where 
À of magnetic potential” was meant. This he denied, 
of sr out that he had been careful to speak of differences 
"es Cpotentiai. Referring to “ magnetic Jag,” he said the 
or overed by Prof. Ewing had no connection with the 
attrib gg lag to which the lead of the brushes was wrongly 
erer de regards the results of experiments on machines 
that in | sara and motors by Prof. Ayrton; he pointed out 
: ose experiments where the E.M.F. became negative with 
curren 
in Arse re in the wrong position. He also contended that, 
d us where the E.M.F. of a motor increased with increase 
He believed current, the brushes were not in the proper position. 
be. - Esson’s results on the Biirgin machine was due 
à mote the gen: for in this machine, unless made specially as 
sparkles] e re could not be put back far enough to run 
ee thas th bably Mr. Esson had been misled by not being 
the critieis ne commutator connections are skewed. lobes to 
potential, he be À his use of “ergs” in measuring magnetic 
it, and as it ow Sir W. Thomson was the first to introduce 
he might use it Le used by Maxwell and others, he thought 
are: Fin thes oe His objections to “ magnetic resistance ” 
the analogy wh the term has no definite meaning ; second, that 
ence it is derived is wrong; and, third, if used it 


t, the generator became a motor and the 


is liable to lead to error as has already been the case with regard 
to transformers. Magnetism, he said, was analogous to electro- 
statics, and permeability to specific inductive capacity, not to con- 
ductivity, as the advocates of magnetic resistance would have us 
suppose. mere dy Mr. Kapp’s remarks on enlarging dynamo 
to scale, he said that the impossibility of doing so successfully 
had been pointed out seven years ago by Dr. Hopkinson, who 
about that time got three times the output at present obtained by 
Mr. Kapp and others from machines of the same weight. In h 

opinion, four-pole drum machines would be used in the future for 
large outputs. Speaking of the Admiralty temperature test, Mr. 


Swinburne said it was comparatively useless, for it failed to pick ~ 


out the best machines. To do this the temperature of the con- 
ductors should be ascertained, and this could be done by taking 
the resistance of the armature, in spite of Mr. Mordey’s bad joints. 
He was sorry to learn that Mr. Mordey had not been able to make 
a shunt brush machine work successfully, for he himself had done 
so, and the inventor of the machine approved of the arrange- 
ment. As regards the position of the brushes relative to the pole 
corners he pointed out that Dr. Thompson’s observations agreed 
with his own, and not with those of the president. In answer to 
the president’s enquiry why he did not integrate to infinity on 
slip 5, he said the integration had only been given as a rough 
approximation, near enough the truth to show that a comparatively 
weak field is required to reverse the current in the armature 
sections of direct current machines. If alternating machines 
were under consideration, the treatment of the integration would 
be much more important. 

Mr. Esson in his reply said Mr. Kapp’s method of overcoming 
side pull had the disadvantage of not allowing the coils to be 
slipped over the poles, and that even if adopted the distribution 
of the field was not the same near the top brushes as near the 
bottom ones; the arrangement in Fig. 9 gave a much more uni- 
form field. He could not understand how Mr. Kapp saw any 
“ dodge” in designing armatures to give large outputs, for the 
magnets were designed in accordance with the armatures with 
which they had to work. Neither could he understand Mr. 
Ravenshaw’s remarks about the loading of armatures. In his 
opinion the machines of a set could not be all in the same con- 
dition as regards balance of field, and he thought all Mr. Raven- 
shaw’s dynamos were underloaded. He was glad to see that 
Prof. Ayrton’s remarks respecting the number of ampére-turns 
required for compounding agreed with his own statement on the 
subject. Speaking of the Admiralty test, he said the method of 
making the test was to heat the thermometer 30° F. above the 
surrounding air before applying it to the armature, and then 
noting its rate of rise or fall when so applied. Machines giving a 


rise of 40° were accepted subject to a fine. He was now of opinion . 


that the rise allowed by the Admiralty was quite enough for 
machines which had to work in hot engine rooms. erring to 
Mr. Crompton’s armature conductors he said he had used stranded 
wire for the same purpose, but the section of his subdivided con- 
ductor was round and not made rectangular as in Mr. Crompton’s. 
He would have been glad to learn something about the collection of 
large currents, for this seemed to be one of the most difficult problems 
at present. On the subject of motor construction, Mr. Esson said 
Prof. Ayrton’s curves showed that it was difficult to prove either 
point conclusively ; however he thought he could see where Prof. 
Ayrton and Perry had been led into error. In their paper 
on electro-motors, &c., the output of a machine is given as 
w & (LL cos a + l? sin a) where L andl are the weights of the 
magnets and armature respectively, and a the angle of lead. In 
order that this may be a maximum for a dynamo (where the 
negative sign is to be taken) L must be large compared with 1, but 
in dealing with motors the professors said the + sign should be 
used, and this led to the large armature view. Mr. Esson, how- 
ever, contended that the negative sign is the one to be taken both 
for dynamos and motors. The positive sign, he said, leads to bad 
machines which always spark. 


« Alternating v. Continuous Currents in Relation to the Human 
Body.” By H. Newman Lawrence, Member, ahd ARTHUR 
Hareziss, M.D., read March 27th, 1890. 

Much attention has already been drawn, both in England and 
America, but especially in the latter country, to the rs to 
which workmen and others are exposed when handling and work- 
ing with wires, dynamos, and other apparatus connected with the 
generation and supply of electric currents for light and power. 

A lively controversy regarding the relative safety of continuous 
or alternating currents has resulted; but little, if anything, has 
been done to throw direct light upon the matter, and great diffi- 
culty is therefore experienced by Tituborasted persons in arriving 
at a satisfactory conclusion. 

It is with great diffidence that we venture to offer this short 
paper on the subject, as the experiments and observations upon 
which our contribution is based were not specially undertaken 
with the object of throwing light upon it. They form part of a 
series of data connected with investigations upon which we are 
engaged with the hope of solving some of the physiological 
problems occurring in the course of our electro-therapeutic work 
at the Institute of Medical Electricity. 

The results obtained from some of our experiments (hereinafter 
given in detail) led us to note how strongly they bore on the 
question now before us. We therefore, after verifying them by 
repetition, thought it well to invite discussion upon them, and 
now offer them for your consideration, with full consciousness 
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of their imperfection. They differ from the experiments of 
D’Arsonval, Harold P. Browne, and others, in the important point 
that they deal, not with the bodies of rabbits, dogs, and horses, 
or other animals (from which conclusions em og | human life 
have to be evolved), but directly with the human 

We do not in any way propose to touch upon the question of 
the manner in which accidents with electric wires, &c., occur, or 
how they may be prevented. It would be manifestly beyond our 

ovince to do so. Our object is rather to compare the physio- 

ical action of the two forms of current after the contact, 
accidental or otherwise, has been made, and to arrive at some 
conclusion as to the danger-ratio which one form of current may 
bear to the other under such conditions. 

As may already -have been gleaned, our experiments have not 
been made with the powerful currents dealt with in electric light- 
ing and distribution of power. We have used small currents, for 
the most part at low E.M.F., and have directed our attention to— 

1. The determination of the resistance of the human body and 
skin to the passage of currents under certain conditions ; and, 

2. A comparison of the sensations produced in the human body 
by of the two forms of current. 

1. With re to the resistance of the human body and skin. 
In his Lumleian lectures delivered before the Royal College of 
Physicians in April, 1886, Dr. W. H. Stone gave some very useful 
information. His experiments appear to have been carried out 
with care, and the results, therefore, are reliable. In the course 
of many similar experiments we find no reason to differ in the 
main from the figures he has arrived at, and we quote those that 
refer to our immediate subject in the following table :— 


TABLE A. 
Resistance, Resists 
foot to foot. foot to hand. | 


There is, however, this important fact to be taken into account, 
when considering the bearing which these figures have on the 
present question, viz., that Dr. Stone, having a direct therapeutic 
object in view, was dealing (as far as he could) with the internal 
resistance of the body, and not with its total resistance as repre- 
sented by that of internal tissues and skin in its normal insulating 
condition. 

Further, Dr. Stone’s experiments were scarcely typical of results 
to be expected from either purely continuous or purely alternating 
currents, for in his lecture he says, with reference to the experi- 
ments quoted in Table A, that he had in “ circuit a Wheatstone 
bridge of a rather particular form, a commutating key so as to 
send the current in opposite directions, &c.” 

Some experiments conducted by Mr. Wm. Lant Carpenter, 
however, are more in accordance with the conditions which this 
paper is intended to illustrate, as they enable us to form some 
clear idea of the nature of the current actually used. 

The results of these experiments, published in August, 
September and October, 1883, in Health, are shown in 


TABLE B.—Continvous CURRENTS. 


Resistance Resistance 
from foot to ioot from foot to foot 

in ohms. in ohms. 
Dry skin ... ... | — min. 10,300| Salt and water ... | 30 min. 1,400 
t and water...| 1 ,, 4,300| ,, 
» » eee 5 » 2,500 » 29 --. | 40 9? 1,250 
» eee 7 2,100 » | 45 1,230 
» to 1,209 


Our own experiments have been made with the skin normally 
dry and moist, and we have selected measurements taken from 
hand to hand, as the hands are the parts most likely to come into 
contact with wires and other conductors. 

The first series of readings are those of resistance to continuous 
current. They were taken by the ordinary Wheatstone bridge 
method with a mirror galvanometer. Tin electrodes, each of 50 
sq. Cm. area, were used, the extended palms being placed upon 
the electrodes. 

The results are shown in Table C. 

In estimating the measurement of resistance to the continuous 
current we must remember that, as the result of the almost 
instantaneous congestion which follows the closing of the circuit, 
resistance is to a certain extent diminished. 

_Very shortly this is succeeded by polarisation, and by the con- 
ditions which accompany the conversion of the body into a 
secondary battery, and there is consequently a considerable 
increase 1n resistance when the passage of current is continued for 
an appreciable time. 


TABLE C.—ResisTANCE TO ConTINUvOUS CuRRENTs, 


Subject. Age about. Dry. distilled water. Most ri" 

Ohms. Ohms. | 
rr 35 years 39,000 19,700 9,170 
22 ,, 49,000 7,700 5,900 
41,400 23,000 11,000 
5 .. 35 ” 50,000 9,500 5 000 
6 eee 40 ” 45,000 30,400 26 400 
19,000 7,600 6,700 
, 27,000 25,400 12,000 
9 … 26 », 31,000 7,000 6,500 
x, 2 ,, 40,000 10,700 7,000 


On the other hand, the passage of alternating currents ; 
accompanied by a diminishing resistance from she Seah the 
early physiological congestion is followed neither by polarisation 
nor by the electrolytic action which it is usual to expect when the 
continuous current is used. 

Table D shows the resistance to alternating currents of the same 
ten people taken with the same electrodes on the same occasion as 
those referred to in Table C. 


TABLE D.—ALTERNATING CURRENTS. 


Subject. Dry. pistilled Water. sat Wee 
Ohms. Ohms. 
1 2,900 2,500 . 1,500 
2 10,400 1,800 1,200 
3 5,500 1,600 1,600 
4 2,500 2,200 1,200 
5 5,400 1,600 1,500 
6 2,600 1,700 1,300 
8 | 2,350 1,500 1,400 
9 pe 3,500 1,500 1,800 
10 5,000 1,375 1,500 


Tables C and D are fairly comparable as regards the same indi- 
viduals, though the maximal differences are strongly marked. 

Dr. Stone, in his lecture above referred to, mentioned a very 
important fact which since — to have been overlooked, vis, 
that (under the conditions he adopted) the resistance of the 
human body was only about half as great for alternating currents 
as for the continuous current. This statement we have never 
seen questioned, and our own experiments show tbat under con- 
ditions more assimilating to those likely to occur in 
work, the proportion is considerably greater. Table D shows 
wide variations in the resistance of the individuals tested, as well 
as other peculiarities which are no doubt partly due to errors of 
observation, but more largely due to physiological conditions 
which are scarcely relevant to this paper; but the tremendous 
difference between the resistance to alternating currents and the 
resistance to the continuous current is clearly and definitely 
marked, and justifies us in drawing certain conclusions 
We find the— 
Average resistance to the ir 

continuous current, moist with salt and water, 9,557 
alternating ,, 


continuous  ,, distilled water, 15,250 
alternating », », 1,722 
continuous ,, dry 
alternating , wee, 4,165 


When this condition of things became apparent we thought it 
well to confirm our experiments by repeating them as far as pot 
sible under conditions such as would occur in actual working. . 

The results of this set of control experiments we give Per 
Table E. The ten persons tested were chosen so as to be, 88 ! 
as possible, representatives of those likely to come in contact 
electric light and power wires and other conductors. it nip 
workmen with hands hardened, and rendered by toil, as yh 
may be, insensitive to electric currents. The other five men 
accustomed to brain work, and may be taken as Piracy fo 
occupiers of houses likely to use the electric light, ri 
sionally to come into contact with the leads, terminals, lamps, 
of house installations. 

The electrodes used were of plain metal, and could be et 
in the hand, and so may be taken to represent the met xt 
a dynamo, or a bare wire or other conductor, which he aw 
grasped accidentally by a workman occupied about a lig fing 

wer by gentleman investigating some electrical 
irregularity in his own house. à 

The continuous current tests were made with 4 Wheat 
bridge of Post Office pattern, and a mirror galvanometer. Ig 
alternating currents tests were made with one of cae ephont. 
rheometers, in which the balance is observed through 8 WaT ri, 
The alternating currents obtained from the induction à 
instrument had a periodic frequency of about 300 es 2 The 

The dry readings were taken with normally dry han into 
moist readings were taken after the hands had been dipped 1 


ordinary tap water. 
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Taste E. 
Resistance in Ohms. 

subject Dry hands, Moistened hands. 

A.C, C.C, AC 
, 36,000 2,200 | 25,000 1,450 
9 17,000 1,850 |- 9,000 1,400 
3 7,000 1,800 6,400 1,600 
4 12,000 1,400 5,900 1,275 
5 18,900 1,600 14,700 1,450 
6 8,400 1,450 3,900 1,200 
10,450 1,000 7,500 1,300 
8 8,500 1,500 7,300 1,450 
9 14,300 2,000 10,900 1,600 
10 . 12,200 1,900 6,900 1,650 
Average... «| 14,475 1,740 9,750 1,437 


These results indicate that the resistance of the hunian body 
to continuous current is 6°8 times greater than it is to alternating 
currents when the skin is moistened, and 8°3 times ter when 
the skin is in its normal condition and not moistened by artificial 


Starting with the statement of Dr. Stone that when the skin 
bas been well soaked with a conducting fluid, and electrodes of 
large area are used, so that little, if any, more than the internal 


resistance of the body comes under observation, the resistance to 


the continuous current is nearly double that to alternating cur- 
rents (ELecTRICAL Review, May 7th, 1886, page 417), we find that 
the ratio increases conversely with the moisture of the skin, till 
in the normal condition we reach the maximum of 9°1 for contact 
of small area, and 8°3 for contact obtained under ordinary working 

We now come to the second part of our subject, viz.: A 


‘comparison of the sensations produced in the body by the passage 


of the two forms of current. 

The sensitiveness of persons to the continuous current varies 
very much, quite independently of variation of resistance. But 
we find that most people (and we have tested some hundreds) can 
bear without discomfort the passage of 10 milliampéres for a 
short time, and therefore for the purposes of this paper we will 
consider that amount of current-strength as the maximum which 
may = passed through the body without producing unpleasant 
sensations. 

With alternating currents, however, a very different state of 
things is disclosed; for having in the course of out therapeutic 
work found the great need for accurately measuring the alter- 
nating currents from induction coils, we obtained from Germany 
(after failing to find a suitable instrument of English make) 
à galvanometer recording milliampéres of alternating currents, 
and on putting it in circuit with a patient, were surprised to note 

before the needle indicated the F segue of a single milli- 
ampere the patient complained that the current was too strong, 
and practically unbearable. ; 

This, of course, led to further investigation, with the result 
that, though we tested a large number of persons of varied 
and of both sexes, we found only a few who could bear with 
comfort the of one milliampére of alternating currents. 

Table F shows the result of sensation tests made upon the ten 
subjects above referred to. 


TABLE F.—SENsATION TEsrs. 


Subject. Without Discomfort. Muscular fixation. 
C.C. A.C. AC, 
1 Ma, Ma. Ma. 
10°0 2-0 45 
10°0 2-0 3-0 
2°5 3°75 
1:0 2°75 
- 1:0 2-0 
10-0 2-0 3°25 
2-5 6:0 
2-0 45 
10°0 1:0 2°25 
10°0 1:0 40 
Average 100 1-7 3°6 


[Experimental sensation tests were here shown. ] 


So far we seem to be j 

justified in putting the limit for alter- 
stood pes at two milliampères, and we wish it to be under- 
Beyond that y advance upon this limit means extreme discomfort. 
ion of grasp contraction, rendering relaxa- 

n of gr cult, and then impossible, 
which agitates the Ghats Ve impossible, produces distinct 
om mots confidently state that, as far as sensations are 
88 much of con a body can bear with ease at least five times 
Wh uous-current strength as of alternating-current 
en this fact is taken in connection with the great 


difference in the resistance offered by the body to the two forms 
of current, it leads to the conclusion that the of unpleasant 
consequences, and possibly (if not probably) of loss of life, when 
currents of equal voltage are handled, is 34 times (6°8 x 5) 
greater with moist hands, and 41°5 times (8°3 x 5) ter with 
dry hands, when alternating currents are used than when the con- 
tinuous current is employed. These figures we will adopt as 
representing the danger ratio. 

As a Pea example of this conclusion we may take the 
Board of Trade limit of pressure at which currents may enter 
houses, viz., 200 volts, and assume that a man having the 


average resistance taken from Table E handles naked wires 


within the house. 
With the continpous current he. illis 

He thus receives only 13°5 milliampéres, which is little more than, 
as shown above, he can take with perfect impunity. | 


With = 115 milliampéres. 


200 
He thus receives 57 times more current than he can bear without 
rae re and the danger of physiological shock is correspond- 
ingly in 


currents, of either kind at high potentials, have to be dealt ; 
but we would submit that what we have proved to be the case 
with small currents and low potentials may be fairly taken to 
be intensified as the current strength and E.M.F. increase. There 
is at present no reason to suppose that the ratio of resistance 
diminishes, or that of the sensations becomes lessened, though 
it may possibly happen that with increased current strength or 
higher potential the absolute resistance may very: 

What the minimum current of either kind which will destro 
human life may be, we are not in a position to say; thoug 
D’Arsonval, in his report on electro-physiology made before the 
International Congress of Electricians held at Paris, 1889, says, 


referring to his experiments on rabbits, guinea pigs, and dogs :— 


** With a machine of 8,000 volts a momentary closing of the cur- 
rent caused the animal (a rabbit) to make a prodigious leap, but 
did not cause death immediately ; a second application was neces- 


“ An alternating Gramme machine only causes death above 120 
volts mean potential.” 

These statements are not very clear, but we gather therefrom 
that while a continuous current machine having an E.M.F. of 
8,000 volts did not instantly kill a rabbit, yet an alternating cur- 
rent machine having a mean potential of 120 volts did. We feel 
sure that no hard-and-fast lines can be laid down on the subject. 
Individual resistance and individual sensitiveness vary so much and 
so unexpectedly that a current which might be taken with impunity 
by one person might be more than enough to kill another. 


With regard to danger ratio, D’Arsonval seems to more than 


bear out the conclusions that we have arrived at, though he gives 
no information as to the current strength used. | 

Independently of the kind of current used, the character of 
the contact made, the surface area of the body involved, and the 
suddenness of closing or opening the circuit must each and all 
play an important part in the result. 

Shock varies with the form of current employed: thus with 
continuous current only a “‘ make ”” initial Peres is possible, while 
with alternating currents the initial shock may be either a 
‘“ make ” or a “ break” shock. 

As “break” shock is admitted to be the more marked of the 
two, independently of the steady diminution ‘of resistance to 
alternating current, it is probable that the effects of an initial 
shock with alternating currents of similar strength may be more 
disastrous than that with continuous current. 


Discussion. 


Prof. Forges said that although the comparisons of the effects 
of alternating and continuous currents were v 


interesting, the 
tests made and the results obtained had little bearing on the 
practical question of safety in the use of electricity for lighting 
and power purposes, for the conclusions arrived at ih the paper 
are not in accord with actual experience. He was willing to admit 
that he could not bear so many volts alternating as continuous, 
but the difference was comparatively small, certainly nothing like 
so great as the authors would have him believe. The sensations, 
he said, depend not on the mean current but on the maximum 
value of the current or volts; and in the case of an induction coil 
the volts on break were immensely greater (20 to 50 times) than 
the maximum occurring in a well designed alternator, which 
would send the same mean current through the body as that 
indicated by the measuring instrument used. 

Mr. Kapp concurred in Prof. Forbes’s views as to the great 
difference existing between the conditions under which the experi- 
ments were made”and those occurring in practice as 
alternating currents. From experiments he had tried himself, he 
found he could bear 100 volts continuous with about the same 
discomfort as 40 volts alternating. 

Major CARDEW with Prof. Forbes’s statement about the 


much greater maxima obtained with induction coils than with 


alternating machines, and said that great differences exist in the 
shocks received from different machines, even when the measured 
volts were the same. For example, shocks received from old 
Wilde machines were very severe, even when the volts were small ; 
he had known a man to be nearly killed by a 300 volt machine of 


creased. | 
It may be objected that all this has little relevancy when = 
wit 
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that type, whilst from a modern alternator 100 volts may be taken 
without great discomfort. Speaking of resistance tests in Table 
E, he remarked on the great differences in the resistance of 
individuals to alternating and continuous currents, and on the 
disproportionality between them; these differences he believed 
due to polarisation of the electrolytes in the body. As regards 
sensations, he had reason to think that the effect of a given current 
depends on the volts employed to send the current. Referring to 
the Board of Trade Regulations, he informed the authors that per- 
mission to use 200 volts alternating on consumers circuits had 
never been granted. 

Dr. Stevenson agreed with the last speaker as to the current 
from a large battery producing more powerful sensations than an 
equal current from a smaller number of cells. . 

Mr. Sayers thought sensation depends greatly on the shape of 
the E.M.F. curve and on the frequency of alternation. 

Mr. WyLes said he once saw a man come into contact with a 
Brush 35-lighter ; fortunately he fell away from the machine, and 
the only after effect was a pain across the chest. 

Mr. E. T. Carrer asked whether the resistances to continuous 
currents were all obtained with the same current strength or 
whether various strengths were used in each case; for if there 
was polarisation, resistance would vary with current. He also 
enquired if the effects of purely transient currents, such as 
discharges from cables, and of electrostatic capacity, had been 
investigated, and asked what was the effect of alternating currents 
of frequencies less than 300 per second. 

Mr. Crompton said he had recently tested the resistances of 
individuals by Evershed’s ohmmeter, 100 volts being used in all 
cases. Asarule he found the resistance to fall from 30,000 or 
40,000 to 25,000 by continued application, and in some cases 10,000 
or 11,000 ohms were indicated. Children usually gave 8,000 to 
10,000. One person whose wrist had recently been subjected to a 
surgical operation, gave a resistance of 25,000 from hand to hand, 
but on placing one electrode on the part operated on, the resistance 
fell to 14,000. The sensation effects varied greatly in different 
individuals, for some whose resistances were 30,000, experienced 
much greater discomfort than children with 10,000 ohms re- 
sistance. As to alternating currents, he believed that there was a 
general consensus of opinion that only about half as many alter- 
nating as direct volts could be borne. Some time ago he, in con- 
junction with Col. Armstrong, had made experiments to see what 
' current one could bear, and they found that at 15 milliampéres 
the skin below the electrodes became hot, whilst at 35 milli- 
ampères the skin was scorched in a few seconds. 

Mr. F. H. Natper suggested that the differences between the 
en with wet and dry hands might be due to surface 

Mr. Joyce said that even if we admit the difference in the 
E.M.F. curves of induction coils and alternators in producing 
sensations, as pointed out by Prof. Forbes, yet from Table E, one 
can see that there is a great difference between the resistances of 
the body to alternating and continuous currents. This of itself 
means a serious difference in the “ danger-ratio.” 

Mr. W. H. Prerce believed there had been more nonsense 
talked about this subject, particularly on the other side of the 
Atlantic, than on any other with which he was acquainted, and 
they were indebted to the authors for clearing the ee a little. 
He himself had had the misfortune to receive the discharge from 
a Leyden jar and to be transfixed to a 2,000 volt Brush machine. 
He was also in the habit of receiving shocks from continuous 
currents of about 25 milliampéres without experiencing as much 
unpleasantness as he had just felt with a current of 2 milliam- 
péres from the induction coil. This led him to enquire whether 
the instrument used to measure the latter current was accurate. 
Quite recently he had received an account of an accident whereb 
a man was subjected to a shock from a 1,200 volt circuit ; his 
fingers were burned, and he was rendered insensible for ten 
minutes. Speaking of the so-called “ dangers of electricity,” he 
said the difficulty was to kill, rather than to prevent being killed, 
and that the question was not one of high or low potentials or 
“re v. continuous currents, but of overhead v. underground 
mains and bad or good workmanship and insulation. In his 
opinion it should be impossible for anyone to accidentally come 
into contact with house circuits. . 

Dr. Harries said he had anticipated more discussion on the 
physiological points raised. Referring to Prof. Forbes’s views, he 
remarked that the high voltage on breaks means little if the re- 
sistance be high. In reply to Major Cardew, he said the differences 
in resistance depend entirely on the normal state of the skin, and 
that polarisation does not play an important part, for in the con- 
tinuous current experiments the contacts were instantaneous. As 
regards the effect of frequency, he stated that the greater the 
frequency the less unpleasant a given current becomes. Mr. 
Crompton’s results in the main confirmed their own, but had 
thrown doubt on the polarisation effect. However, Dr. Stone had 
shown that it existed, and the first fall of resistance is accounted 
for by the congestion of the part touched. 

Replying to the electrical points, Mr. LAWRENCE said the 
frequency of the alternating currents was about the same in all 
the experiments, and that from greater frequencies he would 
expect less effect. As to the accuracy of the milliampéremeter, 
he said he would ak ge to have it tested by anyone interested. 
They themselves had had it tried by an experienced firm, who 
reported it to be within 5 per cent. 

Mr. ALEx. SIEMENS (who was in the chair), in proposing a vote 
of thanks to the authors, said they had heard a great deal about 
the dangers of electricity but nothing about its beneficial appli- 


cations. He himself had experienced its pai alleviating 
rties in the case of teeth extraction. The ive-terming) 
attery was held in the hand and the negative attached tp 
forceps, and the pain was very slight compared to that eynert the 
in the ordinary methods of extraction. The effect he believed due 
to the nerve being cauterised by the current, and he 
medical men the question, whether some such meth could ty 
adopted with advantage in amputations and other surzical Opera. 


Physical Society.—March 21st, 1890, 
Prof. W. E. Ayrton, F.R.S., President, in the chair, 


Mr, A. E. Childs was elected a member of the Society. 

The following communications were read: “ The Villari 
Points in Nickel and Iron,” by HerBerr Tomursoy, F RS 
Villari has shown that the permeability of iron is increased by 
longitudinal traction provided the magnetising force dogg not 
exceed a certain limit, but beyond this limit traction produces a 
decrease of permeability. The value of the force for which 
traction produces no change in the permeability is known ag the 
Villari critical point. As far as the author is aware no 
observer has found a similar critical point for nickel, but by con. 
fining his attention to temporary magnetisation he has detected 
such a point with comparative ease. He has also examined the 
variation of the Villari critical points in iron and nickel with 
change of load and has investigated the influence of 
strain on these points. The experiments were made by the ballistic 
method, using wires about 400 diameters long. In each set of 
observations the permeability was obtained with various loads, 
the magnetising force being kept the same, and with each load 
the circuit was closed and opened until the swings on make and 
break were equal ; this swing was taken as a measure of the indus. 
tion under the given load. Several diagrams accompany the paper, 
in which load and percentage change of permeability are plotted, 
regard being had to sign. e author finds that for annealed un. 
strained iron the critical value of the force decreases as the load in. 
creases, and that the Villari point is much lower for temporary than 
for total magnetisation. With a load of 4°7 kilos on a 1 mm. wire, 
the value of the force giving the temporary point was 28 0.4.8, 
units. He also found that for a given magnetising force there 
are generally two loads which have no effect on the temporary 
magnetisation. With unstrained nickel the critical value of the 
force is much greater than in iron, being about 114 C.G.8. units 
for a load of 10 kilos on a wire of 0°8 mm. diameter, and 67 for s 
load of 6°6 kilos. For a force of 21 units no critical point exists, 
Experiments on a permanently strained iron wire show that for 
magnetising forces ranging from 0°03 to 0°3 there is no critical 
point, and all the resulting curves are identical. There is, however, 
considerable difference in the observations taken during loading 
and those ta¥en on unloading. For greater magnetising forces the 
curves cease to be identical and the maximum increase the perme 
ability becomes less and less until for a certain force the curves 
begin to cut the load line. As the force increases beyond this 
value the point of cutting approaches the origin and the curves 
begin to cut the load line in two points. Further increase of force 
to 3 C.G.S. units causes the first point to disappear and the second 
point recedes from the origin. Finally, with sufficiently = 
magnetising force, the seeond point cannot be reached before 
wire breaks, and the curve lies entirely below the load line. With 
nickel the curves for very minute forces, like those of iron, are 
exactly the same for different values of the force, but her ho 
below the load line, i.e., the permeability is diminished by ; 
there is no difference, however, in the loading and unloading 
curves. Beyond a certain value of the force the identity of the 
curves ceases, and that part of the curve near the origin 
towards the load line. For a force a little over 21 C.G.S. units, 
the permeability begins to increase with load, and the curve cuts 
the line in one point, which point recedes from the origin a the 
force increases. 

Mr. SHELFORD BIDWELL said that Prof. J. J. Thomson, rest 
ing from the change of length by magnetisation, had predicted 8 
Villari point in cobalt when compressed, and this was v ex 
perimentally. On applying similar reasoning to nickel, he e 
— did not expect to find a Villari point, and both Sir ¥. 

homson and Prof. Ewing had searched in vain for one. In some 
experiments not yet completed, he had examined the behaviour 
nickel, both loaded and unloaded, when subjected to Musee | 
netising forces. These show that the metal always contracts dr 
magnetised. For no load the contraction at first increases 
the magnetising force, but attains a maximum. Witha re 
load the contraction is less for small forces, but for larger 
becomes equal, and then exceeds the contraction of the sh. 
wire. For greater loads, the contraction is always less than 
unloaded for all values of the force. 5. P 

“On Bertrand’s Idiocyclophanous Prism,” by 
Tompson, D.Sc. This hitherto undescribed prism 18 & the 
flection, one made of cale spar, which shows to the naked eye 
rings and crosses such as are seen when a slice of spar 1s that the 
by convergent light in a polariscope. The spar 1s cut 80 ta 
light after the first reflection passes along the optic sat tight 
after a second reflection, emerges parallel to the inciden ~ 
The rings and brushes are present in pairs, but two pon a 
seen by tilting the prism to one side or the other. onhibited 
demonstrated before the Society. Prof. Thompson also aouble + 
a similar prism cut from quartz. Owing to the feeble eave 
fracting of the substance, no conspicuous rings could be see 
when examined by the lantern traces of such rings were 
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a of Movable Coils used in Electrical Measuring 
Rha Mr. T. Matuer. The object of this note is to 
determine the best shape of the horizontal section of swinging 
coils such as are used in D’Arsonval galvanometers, electro-dyna- 
wattmeters, &c. Assuming constant period and con- 
stant moment of inertia about the axis of rotation, it is shown that 
for zero instruments the best shape of the section is two circles 
22 tial to the direction of the deflecting field at the point 
about which the coil turns. A table accompanies the paper, in 
which various forms of section are given, together with their 
relative deflecting moments per unit moment of inertia; the coils 
being taken of equal lengths and the current density being constant 
From this table it appears that ordinary D’Arsonval coils only 
‘we about 45 per cent. of the maximum deflecting moment, and 
ordinary Siemens’s dynamometers from 40 to 53 per cent. The 
various assumptions made in the paper are shown to be j'istifiable 
in commercial instruments, and the modifications necessary in 
cases are pointed out. A 

Mr. C. V. Boys said he had, when working at his radio-micro- 
meter, arrivéd at a shape similar to that recommended in the 
paper. He also noticed a peculiar relation time for all shapes 
where the ce. 4 parallel to the axis of rotation is great compared 
with the breadth. Suppose a coil of any dimensions, then another 
coil ot half the breadth and double the length, and cross-section 
will be dynamically, electrically, and magnetically the same as 
the original, for the moment of inertia, the electric resistance, 
and the enclosed magnetic field are equal. The above relation is 
also true when the breadth is not small, if the cross-pieces be 
thickened near the axisso as to make their moment of inertia 

oportional to their length. He enquired whether the author 

considered the ge of grading movable coils ; he, himself, 
was of opinion that, unlike fixed galvanometer coils, the wire near 
the axis should be thicker than that further away. 

The PresipEnt remarked that in 1881 Prof. Perry and himself 
exhibited a wattmeter at the Society of Arts, whose movable coil 
somewhat resembled one of those in the paper which gave a 
deflecting moment of 95 per cent. of the maximum. In designing 
the instrument they had felt that the ordinary method of ra a 
comparatively large en fi coil was not the best, and this led 
them to the shape adopted. 


NEW PATENTS—1890. 


3805. ‘Improvements in electrical terminals.” W. BRIERLEY, 
(Communicated by H. Arld, Germany.) Dated March 11. 

3839. “Improved receiving apparatus for cable tele hy.” 
P. B. Drtany. Dated March tty | 

3841. “Automatic apparatus for compensating. variations of 
current in electric conductors.” SIEMENS BROTHERS AND Co., 


Lire, (Communicated by A. M. Taylor, India.) D 
a ( y aylor, India.) ated 


3842. “A circuit breaker for secondary currents from electrical 
transformers.” SIEMENS BROTHERS AND Co., LiMiTED. (Com- 
municated by A. M. Taylor, India.) Dated March 11. 

3860. “Improvements in electric light fittings.” D. HALPIN 
and I. A. Trwwis. Dated March 11. 


3900. “ rovements in insulation and cooling of electrical 
nductoria.”’ L. and H. T. Barnett. Dated March 12. 
3913. “Improvements in alternate current transformers.” 
G. Kapp, W. C. Jonnson, and S. E. Puaizzres. Dated March 12. 
3924, “Improvements in electric batteries.” H. H. Lake. 
Communicated by the Crosby Electric Company, United States.) 
12. (Complete.) 
37. “ Improvements in electric flash signalling lanterns and 
apparatus in connection therewith.” ; ~ 
Sr Dated rewi W. S. Rawson and C. S. 
%7. “Improvements in the manufacture of light emitters 
em for electric or other lamps.” J. pl Dated 


3963. “Improvements in and relatin i itches.” 
à gimprovements in switchboards for stations of electrical 
par TEMENS BROTHERS AND Co., Limrrep. (Communi- 
y Dated March 18. 
ovements in or connected with shades, globes, or 
or other lights.” A. Duvaz and HON ELSON. 


Fils. D “Improvements in electric’ regulators.”  H, PIEPER, 


ated March 14. 


+. asie excitation of vacuum tubes or other electric 


ge pat and cond i : . ” 
Barnerr, Dated Macch ++ in connection therewith.” H. T. 


411. “An ; iodi 
raging be electrical apparatus for periodically 


; nding alarms or signals and registering the 
F.H. Berry. Dated March 


“ Improvements relati ici », 
A. A. Gouperor. Dated electric incandescent lamps. 

provements in transmitte i 
trical provements in safety devices for high pressure elec- 
g apparatus in connection with same.” 
-M. Gornam. Dated March 15. 


currents an d . 
B. M. 


? 


ABSTRACTS 
OF PUBLISHED SPECIFICATIONS, 1889. 


1535. “Improvements in the construction and working of 
dynamos.”” I. A. Timmis. Dated January 28. 8d. Consists in 
the switching in automatically of one or more resistances at some 
convenient position or positions. 4 claims. 

2137. ‘‘ Improvements relating to magnetic telephony.” E 
GwospEFr. Dated February 6. 8d. Claim :—The improvements 
in magnetic telephony described and characterised by the employ- 
ment of two diaphr , one of which is of iron, and be- 
tween the bobbins of two horseshoe magnets; the other of non- | 
magnetic material, and of a diameter greater than the first, and 
connected to the centre of the iron diaphragm -by one or more 
rods made of non-magnetic material, the point of attachment of 
these rods being at the centre of the non-magnetic oe 
when the apparatus is to serve as a transmitter, but at a distance 
from the centre when the apparatus is used as a receiver, the 
bobbins of the magnets being in all cases connected together 
in such a manner that the current resulting is equal to the sum 
of the currents induced in each pair. | 

2252. ‘‘ Improvements in apparatus for measuring electric cur- 
rents.” J. W. Kina. Dated February 8. 6d. Claims :—The spiral . 
shape of needle which may be of any section and placed in any 
position relative to the electro-magnet and pole piece which ma 
be found best for the special purpose for which the instrument is 


6628. “Improvements in laying and insulating underground 
mains for conveying electricity.” W.H.Scorr and Paris and 
Scorr. Dated Aprih18. 8d. Relates to the use for insulating 
and separating the conductor or conductors, of troughs, blocks, or 
tubes split or whole of any incombustible and insulating material 
such as earthenware, brick, glass or cement; these enclosing the 
conductor will be enclosed in iron or other metal troughs or tubes 
and the interstices between the blocks or tubes of incombustible 
insulating material are filled in with any fusible or semi-liquid 
non-conductor of electricity such as pitch, tar, resin, paraffin, wax 
or any other suitable fusible or semi-liquid non-conductor, or a 
suitable mixture of any of the above substances; so that the 
spaces between the conductor and the iron containing troughs or 
tubes is almost filled in with the non-combustible insulated 
material which is cheap and indestructible, and may be made of 
considerable thickness, the fusible or semi-fluid insulating 
material simply filling up, and on a leak occurring melting 
em the heat produced and probably sealing up the leak. 3 
claims. 

15775. ‘ Improvements in electro-d ic and d o-electric 
machines.” F. WINKLER. Dated October 8. Has for 
its object to provide a machine which will require little current 
and a small quantity of copper to create a magnetic field of given 
strength, or in other words to provide a machine having as high 
an efficiency as possible. 15 claims. 

15821. “ me ene in the method of electrolytically re- 
ducing plates of metallic salts to a metal state to ‘form’ the elec- 
trodes of secon or storage batteries.” S.C. C. Currie. Dated 
October 8. 8d. Consists in increasing the effective area of the 
electrical conducting material of the plates during the reduction 
to a metallic state, by causing the reduction to commence over 
the entire surface and gradually work its way through the plate in 
the line of cleavage or crystallisation, thereby materially lessening 
the time required to reduce the plates, and giving as a product 
plates of a superior character for use as the electrodes of a 
secondary or storage battery. Further consists in supporting and 
firmly holding the plates during their electrolytic reduction, 
whereby superior plates are produced. 7 claims. 

16036. “Improvements in galvanic batteries.” W. E. Inisx. 
Dated October 11. 8d. Claims:—1. In the employment of an 
amalgamated phosphor zinc, or a nesium zinc or a common 
zinc electrode further amalgamated with a composition of mercury 
and tallow. 2. In arranging negative plates in both the inner 
and outer containing vessels so that the positive electrodes and 
the walls of the porous vessel intervene between them thereby 
reducing the resistance. 3. In the employment of supplemental 
electrodes of iron or of other suitable material for taking up the. 
dissolved zinc, said supplemental electrodes being arranged out- 
side of the positive plate and connected therewith by metallic 
connections so as to form a pair of elements in the one solution, 
whereby when the circuit of the battery is closed after being open 
some time the two electrodes are brought nearly to the same 

tential in consequence of the supplementary iron electrodes 

ing covered with the zinc deposited thereon, thus reducing the 
resistance of the cell by the increased positive surface, the counter 
electromotive force being inconsiderable. 4. In the use of 
solutions which are partially regenerated by chemical action 
within the cell, and which save the rapid wasting of the positive 
element and prevent the formation of salt crystals on the elec- 
trodes ; and, 5. In the covering of the battery solutions with a 
suitable oil or paraffin wax which will prevent the ge à of 
fumes from the battery and prevent the slapping over of the 
solutions. 15 claims. 

16648. “An improved electric railway system.” M. WHELEss 
and S, E. Wuea®rLey. Dated October 22. 8d. The object of the 
invention is a system of propelling cars by electricity, which 
consists, substantially, in causing electro-magnets, placed in a 
conduit, to open the line in the conduit, and thereby circuit the 
dynamo current through the motor on the car. 5 claims. 
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17118. “Improvements in and relating to electrical trans- 
formers or converters.” L. Paget and C. J. Kintnzr. Dated 
October 29. Sd. Relates particularly to apparatus for the 
regulation of such systems, and in such a manner that the 
amount of energy required at the primary or generating source 
shall be governed or regulated in accordance with the amount of 
energy which is to be utilised in the secondary circuit or circuits. 
13 claims. | 

17781. “An improvement in electric switches.” W. Wire. 
Dated November 7. 6d. Relates to a simple and inexpensive 
construction of electric switch so arranged that in one position it 
makes effective contact for closing the circuit to which it is 
applied, and that, when it is moved a little from that position, it 
automatically makes a rapid and complete break of contact. 2 


18010. “Improvements in incandescent electric lamp holders 
and reflectors.” - I. A. Timmis. Dated November 12. 6d. 
Claims :—1. The use of a convex silvered glass reflector, sub- 
stantially as and for the pu described. 2. The use ofa 
holder constructed to hold the reflector close to the lamp bulb, 
substantially as and for the purposes described. 3. The use of a 
convex silvered glass. reflector. having a rim of clear or coloured 
glass, substantially as and for the purposes described. 


18051.  “ Improvements in and relating to electric signalling 
apparatus, chiefly designed for use in hotels and other buildings.” 

H. Lake. (Communicated from abroad by E. Morgan, of 
America.) Dated November 12. 1s.1d. The object of the in- 
vention is to provide reliable, simple, and efficient means for 
transmitting ‘the required signals to the central office, insuring 
that the signals shall be received in their proper order, and that 
one signal or call shall be attended to before another is received. 
22 claims. 


CORRESPONDENCE. 


Tinned Copper Wire. 


Referring to your leading article, re the above, con- 
tainéd in this week’s issue, there is one class of fault 
to which this wire is subject which does not appear to 
have been discussed—viz., the brittleness of some 
specimens. Frequently faults have come under my 
notice which are attributable solely to this cause, espe- 
cially in the thin branch leads to incandescent lamps. 
The wire has evidently been partly broken through in 
the process of running and jointing, and has after- 
wards become entirely disconnected. 

I have also noticed hard and soft places in the same 
coil of wire when perfectly new, which necessitated the 
greatest of care in making the joint, in order to prevent 
fracture. 

This I attribute, either rightly or wrongly, to over- 
heating in the process of tinning, the tin and copper 
forming an alloy, and the wire being thus partly con- 
verted into brass. Iam strengthened in this belief by 
the fact that, if broken while new, the section at the 
fracture shows that the tin has penetrated to a con- 
siderable depth into the copper. 


F. W. Cooke, A.LE.E, 
March 31st, 1890. 


Dynamo and Motor Design. 


The so-called “ Authorised Abstract” of the dis- 
cussion on the above subject which you publish in last 
week’s issue, in so far as reference is made to my 
remarks, is incomplete and misleading. I trust, there- 
fore, you will allow me space to briefly state the true 
purport of what I said in reference to the action of the 
convolutions being commutated, and the effect of the 
core being well laminated in decreasing the divergence 
between generator and motor. I pointed out that when 
a wasteful current is generated in the short-circuited 
coils this current is obviously of the same direction as 
the Foucault currents in the iron core, and consequently 
opposes the motion, whether the machine is running as 
a motor or as a generator, and, that it could never assist 
in the case of a motor, as Mr. Swinburne says it does 
in his paper. 

I then pointed out that these currents and the 
Foucault currents in the core decrease the magnetic 
flux in the case of a generator and increase it in the 


case of a motor, and that these two actions account for 


the observed divergence in the E.M.F, enerated 
armature windings in the two cases. . in the 
When there is no wasteful current in the short. 
circuited coils (which is the case in a good machine 
with brushes in the position of non-sparking), a4 the 
core of the armature is well laminated and inst 
the divergence between generator and motor ig red 
to a minimum, and is very small. to 
From the above it appears that not only is the bas 
possible generator the best possible motor, but that the 
better the machine the less is the divergence from 
complete reversibility. 


Progress of Electric Lighting. 


The following is an account of 4 months’ supply of 
current, from Ist December, 1889, to 28th March, 1890 
by a London supply company to a large hotel. As the 
light seems to be cut off nearly every day in the 
morning I have given the account, reckoning from 
3 p.m. each day to 12 midnight. In the 4 months the 
supply was cut off 62 times, and was out 96 hours 
between 3 p.m.and 12 p.m. As an example of the 
intervals, the following will be amusing :— 


December 5th, 1889 : 
Out at 7.10 a.m., on at 10 a.m. 
Out at 3.10 p.m., on at 5.15 p.m. 
Out at 5.35 p.m., on at 8.5 p.m. 
January 13th, 1890 : 
Out at 4 p.m., on at 4.20 p.m. 
Out at 4.25 p.m., on at 7.40 p.m. 
January 20th, 1890 : 
Out at 3.5 p.m., on at 3.10 p.m. 
On and off from 4.30 p.m. to 6.15 p.m. 
March 3rd, 1890: 
Out at 5.30 p.m., on at 5.35 p.m. 
Out at 6.0 p.m., on at 7.45 p.m. 


The account is far from satisfactory, so I will refrain 
from mentioning any names, but sincerely hope they 
are ashamed of their pranks and will endeavour t 
improve the supply. I have had a daily account kept 


and can guarantee its accuracy. 


Trusting that the next 4 months will be better, 
Periodicity. 


The Physiological Effects of Currents. 


In your next issue you will probably. publish the 
paper read last Thursday before the Institution of Elec- 
trical Engineers by Messrs. Harries and Lawrence, com 
paring the physiological effects of continuous 
alternating currents. 

As an example of their experiments, a continuous 
current of 10 milliampéres -was passed through the 
human body without discomfort, and then the alter- 
nating current from the secondary of an induction 
(which is a discontinuous current) produced great dis- 
comfort when the instrument employed measured only 
2 or 3 milliampères. 

It is only fair that the principal fallacy of their con- 
clusions should be shown at the same time that ee 
journal goes forth to the world disseminating | 
error. ÿ 
The instrument employed measures the “ wpe 
current (a kind of average over the period 0 
alternation). The discomfort, however, measures 


maximum value of the current during an enr * cA 
With a well-made alternating dynamo the Bat 


current is about 1} times the effective current. ù 

with the discontinuous secondary current, obtaine 

breaking the primary circuit of an induction co 

maximum current rises to many times (I esti 

to 50 times) the effective current. Thus og dois 

which caused discomfort was pre 20 to wv 
whi ured. | 

the current which was meas ed. George Forbes. 


March 31st, 1890. 
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WHEATLEY KIRK, PRICE & GOULTY, 
ELEOTRIOAL AUCTIONEERS, VALUERS 


AND ARBITRATORS, 


fe, QUEEN VICTORIA STREET, LONDON, E.C., 
And Albert Square, MANOHESTER. 1549 


BY ROYAL LETTERS PATENT. 
\ 


BLAMIRES PATENT. 


Electric Apparatus for indicating when Machines are in Motion, and 
the Speed, Work, and the like thereof. . 


The object of this invention is to enable masters, managers, or foremen to ascer 
tain at any time or place whether any machinery, engines, or tools are standing or 
are in motion and doing their proper amount of wok, % without the ty 

to the mills or other workshops where the same are at work. This ia per- 

by a special arrangement of e communicat’on from the machines, 
engines, or tools to any required place or places, such as offices, residences, or 
warehouses, at any required distance from the same, and also when or where 
tools 


necessary to indicate at what speed or revolutions the — slt engines, or too 


are running, and also what amount of work is being perfo 
This invention is particularly applicable for Machinery in cotton, woollen. and other 


mills or w: rkshops, where any class of machinery is at work, and of which the p:o- 


prietor or manager requires particulars and knowledge of working, so as to know 
whether they are put in moti« 4 atthe appointed time, and are being kept in motion aod 


doing their proper smount of work—nnd this without the necessity of entering the 


pea or any part of the premises, where any of the muchines and workmen are 


oye 
+ the of this apparatus, ser telegru 
circuits cun conveniently be 
this invent invention, in additon to telegraph, telephone or other purposes 


Price for Apparatus, £7 to 210, without connecting wires. 
For farther information apply to T. & H. BLAMIRES, HUDDERSFIELD. 


or other 
out of 


D. KH. BONNELLA, 
Jvory and Hard Wood Turner, 
SPECIAL ATTENTION given to ELECTRICAL WORK, 
58, MORTIMER STREET, LONDON, W. 
Steam Works : 42, 43, Street, HATTON GaRvDEN, E.C. 


ESTABLISHED 1880. 


Railway Engineer 


An Illustrated Monthly Review of the Co Machinery 
Administration of Railways. 
MONTHLY. 


A Valuabls Werk for 


LITHOGRAPHED WORKING "DRAWINGS 


Of Locomotives and other Rollin 
Stock ; Bri and 
of Railway ppliances. 


ANNUAL SUBSORIPT 
IONS, IN POST 
(Payable in Advance, inciudi AL 14s. 


OFFICES :—8, CATHERINE ST., STRAND, LONDON, W.C. 


“Tae “very description of NEW and SECOND-HAND ELECTRICAL APPA- 
PLANT and ready for immediate delivery, 
nsult 


A PO 
PULAR ILLUSTRATED JOURNAL DEALING WITH 
; ELECTRICAL MATTERS. 


6, uo Victoria St., & 89, Queen St., London, B.C. 


INDICES,” LONDON. Telephone—1538. 


.“H.D.D.E 


188, LONDON WALL WOOD STREET €E.O. 


EBONITE. 


CHEAP PREPAID ADVERTISEMENTS. 
Relating te Situations Vacant, Situations Wanted, Business 


Wanted, Businesses for Sale, Patents for Sale, Specific Articles of 
any kind Wanted, or for Sale or Exchange. 


Three Lines and Under (24 words) ... 2s. 6d. 
For Every Additional Line (8 words) .. vee 08. 6d. 
‘Three consecutive Insertiéie for the Price for Two. 

*e* This Scale does not apply te Trade Advertisements, terms tor which 

can be had on application. 


YOUNG ELECTRICAL ENGINEER desires engayement 
either at home or abroad. Last two years in charge of in- 
stallation ; incandesvent and arc; also projector work —Apply, 
ELRCTRICIAN,” Pa: kfield, Coventry Park, Streatham. 3661 


AE late manager to small firm, desires appoint- 

ment. Experienced in installation work, design and manu- 
facture of dynainos, electric light fittings, &c. Some connection. 
Moderate salary.—‘‘W.,” 7, Beaumont Road, Hornsey Rise, 
London, N. 2664 


LECTRICAL ENGINEER.— Practical band at incandescent, . 


arc, accumulator and station work, desires re-engagement, 
home or abroad. Good references.—‘ S.,” Office of this paper. 3673 


d'art MAN (certificated) desires Engagement. Installation 


work or general testing. Salary no object.—" No 3,678,” 


ELEcTRICAL Review office, 22, Paternoster Row, London. :8 


ENGINEER requires Re-engagement. Good 
all-round experience. Moderate “3,679,” care of 
Ezgcreicaz Review office, 22, Paternoster Row, London. 3670" 


RENCH, Italian (partial German).—Engineer (English), 
speaking and writing above languages thoroughly, and 

well up in electrical terms, desires employment in any capacity. 
Age 28.—*“ P,” 159, Loughboro’ Road, Hrixton, Surrey. FT 


managing and erecting dynamos, in the fitting up o 

and incandescent lamp: circuits, both in England and abroad and 

= vessels, wishes to find no a a or would join a well- 

tablished firm as working partner. First-class references.— 

pply à. ag to “ care of Messrs. Ravenscroft, 

Appl Woodward, 15, John St., Bedford Row, London, W.C. 56:5 


W“ TED,AN ELECTRICIAN with capital to join Advertiser 

in a small lucrative business (monopoly). This is an ex- 
cellent » WA, for a young electrical engineer starting.—Address, 
Ezxcrricaz REvIEwW, 22, Paternoster Row, E. C. 


.—Advertiser has plant and instruments, 
tiate with bond À firms for chee part of above; first- 
pe references.— Write W. D. Mays, 162, Piccadilly, London. 3699 


Le ye ENGINEER, with small capital, wishes to meet 
with a firm where he could invest capital and obtain em- 
ployment.—No. 3,694, ELectricaL Review office. 3694 


" to £5,000 PARTNERSHIP desired by a gentle- 
£3 OO man in an established electrical engineering 
concern, doing 


a sound business.—Address in confidence to 
“D. B. H.,” care of Wheatley Kirk, Price and Goulty, 52, Queen 
Victoria Street, London, E.C. ° 3696 


ARTNERSHIP WANTED in Electrician’s or Engineer’s 
Business.—Town or country, by a gentleman; can invest 


£2,000. —Apply to “ "+ Y. Z.,” 8, Fitzroy Street, London, W. 2677 


See on 
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OWER-BELL TELEPHONES, Two for Sale, mg 
(+ offers wanted. To be seen at Offices of THOMPSON, 
AND ) COMPANY, 34, Victoria Street, S.W. 3700_ 


EFORE ORDERING Electrical Plant and Accessories, 

Write for Pamphlets to the Unsrrzp DLROTRICAL ENGINEER- 

iNG Company, Limitrzp: “Electrical Distribution,” “ Machine 
Driving Electricity,” “ The Telpher System of Cheap Trans- 

” and “ Electrical Supplies.” , Victoria St., Venir. 


a LIVERPOOL ELECTRIC SUPPLY COMPAN Y, Ltd. 
completed their new Central Stations in Liverpool 


have the fo surplus plant to eye of. A ee oon 
of the machinery only been used for Exhibition Lighting and 
for tem , and is all in first-class condition. 


Dynamos by Crompton & Co., Sremens Bros., and 

Tus Brush ELECTRICAL ENGINEERING Co. ; 

Exarnes and Borters by Sons & Co. ; 

Gas Enatnzs by Crossizy Bros. ; 

For- particulars and 


SurPLy Co., Limirep, 15, High Street, Liverpool. 3690 


A FIRM of manufacturing electricians is prepared to explain a 
manifest cause and a certain and simple remedy for the 
of wires on armatures. The knowledge has been gained 
after costly experiments, and consequently a fee of £20 will be 
required for all information which they can give.—Apply 3,697, 
Ezxscrricaz Review Office, 22, Paternoster Row, London. 2697 


R. HARRY SOUTH, who has just taken the extensive and 
commanding premises, 10 and 12, Garrick Street, Covent 
Garden, W.C., is open to negotiate with manufacturers with a view 


to pushing the sale of their specialities.—Address as above.  xs07 


LECTRICAL DEPOT TO BE LET.—The premises comprise 
three large buildings—one 144 feet long by 35 feet wide— 
all in first-rate repair, and large additional space for extension 
could be had if required. “There is on the premises steam power 
which could be increased at a small outlay; there are also six 
ere ge net new, of the best types, giving in the aggregate 
ras hag The premises and the installation generally 
an but ca suited for a station for electric lighting or traction 
purposes, being connected with a system of tramways over 40 
miles in extent.—Apply to Me. Atrrep RicHArps, Auctioneer 
and Estate Agent, High Road, Lower None. 2689 


BOROUGH: OF BRIGHTON. 


To Electrical Emgimeers and Others. 


À or is hereby given that the time for sending in tenders 
for the several sections of the Brighton Corporation Electric 
Lighting Works, has been extended to the 16th day of April, 1890, 
at Slo ock in the forenoon. 
F J. TiLLSTONE, Town Clerk. 


Town Hall, April 1st, 1890. 3701 


NSTRUCTIONS FOR THE LAYING AND JOINTING 
OF UNDERGROUND ELECTRIC CABLES.’ — Pro 
Illustrated.—Translated from the her” of Dr. Francois 
The ENGINERBING Co., 26, Norfolk Street 

London, W.C 


LAHMEVER 
See Advertisement every alternate week. 


BOLLING & LOWE, 2, Laurence Pountney Hill, LONDON. 


TAYLOR, TUNNICLIFF & CO. 


EASTWOOD, HAN LEY, 


ot 
PORCELAIN PARTS FOR 


LAMP HOLDERS, CEILING ROSES, 


SCREWED SWITCH BASES AND WEES, | 


-SAFREY FOWOTIONS: 
And Specialities for Electric Lighting. 


3335 


CHIE | 


prices to Tux Liverpoot ELECTRIC | 


IMM ISCH. 
ELECTRIC MOTORS & DYNAMGS 


FOR TRAMCARS 
PUMPING AND HAULING MACHINERY, | 
ELECTRIC LAUNCHES, &c., &, 
For Full Particulars, Prices and Estimates apply to 
M. IMMISCH & CO. 
MALDON WORKS PRINCE OF WALES ROAD, LONDON, Le 


STIFF & SONS, 


LAMBETE LONDON, 
MANUFACTURERS OF 


PLUMBAGO CRUCIBLES, 
Testimonials show 30 to 50 meltings each. Bs 24s 


STONEWARE INSULATORS, 


LARGE STOCK OF ALL PATTERNS AND SIZES, 


SWITCH BLOCKS, FUSE BLOCKS, 


Vitrified Tubes for Electric Wires, Porous rrr Battery Jan. 
Every kind of Electrical Stoneware 


AWARDS:—PARIS AND VIENNA ELECTRICAL 
1045 


WILLIAM WOOD & 60, 


ALBERT STREET WORKS, OURSLERS 


MANUFACTURERS OF 


CHINA AND PORCELAIN SWITCHES 


Screwed and Plain, 


SUSPENDERS, CEILING ROSES, BASES, 
LAMPHOLDERS, CUT-OUTS ms 


AND ALL CHINA FITTINGS USED BY ELECTRON 


Morons 


Organ Blown 

| Turnip Choppers, 
Ordinary Machinery 
| Rotary Fans, 

\ ac | Sewing Machines, 


TO WORK ON ELECTRIC UGHT 


DYNAMOS 
LIGHTING & DEP DEPT 


GLASS 


COLOURED SHADES: AND REFLECTORS. 
Ceiling Bowls and Suspending Bowls. 
COLOURED SHADES FOR DECORATIONS... 


China Switches, Wall Connectors, Lamp Holders 
Fuses and all Electrical head 


Telegrams : 


= E 
in all 4 


“ ENERGY,” BIRMINGHAM. | 2062 


In 


FOWLER LANCAST ER & Co. Lro. Electrical cal Engineers, 


s, Manufacturers & Contractors, Abert Works, Graham St., BURRS 
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AND COS FOR EVERY PURPOSE, .. : 


Are more carefully and accurately calibrated than any others in the market. 


EVERSHED'S PATENT 


AMMETERS. 
VOLTM ETERS. 


Thorough Mechanical Simple. 
connections for currents. ~~ 


Can be left continuously in’ Circuit. Do 
not overheat or burn up the Coils. 


For QUICKLY measuring at.full working volts the : 
INSULATION RESISTANO of Wing, 
Cables, Dynamos, &c., with PORTASEE 100-Volt © 
GENERATOR. 


The ONLY INSTRUMENT FOR THE PURPOSE 


ALTERNATING CURRENT INSTRUMENTS 
AMMETERS. 


Carpew VoLTMETERS. 


Our new pattern is the most perfect 
Cardew instrument made. 


Contractors to English & Foregin Governments, 
Railways, Central Stations,&c. 


Construction. 


entirely with MICA | 
Armatures and Field Coils Ts 


YNAMOS. 


Armatures | 


POSITIVE DRIVING 
of Conductors, 


AMPLE OLEARANGE 
tor Armatures. 


STEAM DYNAMO for ELECTROTYPING 
supplied to ce Survey Dept. 


Woooriévo Works, Harnow Roao, 
LONDON, w. 


VENTILATED INSIDE. 


Long Bearings. Clean and Ec 1 T.nhricati 
CHEAPER than any Dynamos 
working with same MARGINAL FACTORS, 


Standard Goolden built 


with Gramme, Drum and-Bar Armatures. 
HAVE BEEN BUILT IN ALL SIZES, 


Some weighing over SEVEN TONS without Engine. 


08 of this type have worked at 350 volts, trans- 


mitting ( test than lighting) 
for souks yoann wh without a penny being spen 


‘and at same LOW TEMPERATURE. | 


OTORS STRONGLY BUILT. 


Will drive machinery direct with Spur Gearing, without breaking down the armatures. 


HIGH EFFICIENCES. 


TEAM DYNAMOS 


FOR ANY OUTPUT. 


DYRAMOS and MOTORS 


Built to Specification. « 
/ 


- H. P. Lune work with Armature in Watertigh 
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Publications. 


THE NINTH ANNUAL PUBLICATION OF 


BERLY’S ELECTRICAL DIRECTORY, 


Fully Revised and Thoroughly Reliable. Bound Scarlet Cloth, Gilt Lettered, 514 Pages, 
CONTAINS A LARGER AMOUNT OF COMMERCIAL TRADE MATTER THAN ANY OTHER ELECTRICAL DIRECTORY. 


"SECTIONS :—BRITISH, $38 Pages, Red Edges; AMERICAN, 82 Pages, Blue Rdges; CONTINENTAL, 94 Pages, Tell Big, 
THE LEADING ELECTRICAL TRADES DIRECTORY OF GREAT BRITAIN, 


AND THE OLDEST ELECTRICAL DIRECTORY IN THE WORLD. 


: Post F'ree Gs. 

Invaluable to Manufacturing Electricians, Electrical Engineers and Contractors, Telegraph and Telephone Constructors, Makers of 
High Speed and other Engines, Motors of all kinds, Driving Bands, Carbons, Chemicals, Insulators and Insulating Materials, Wire and 
Cable Manufacturers, Wholesale and Retail Dealers in Electrical Goods, and to Manufacturers of any article er by the 
Electrical Trades. No office is complete without a copy. 


=. CAN BE OBTAINED THROUGH ANY BOOKSELLER, OR, FROM “el 
Wm. DAWSON & SONS, 148-149, Upper Thames Street, LONDON, E ©. 


JUST PUBLISHED. With 307 Illustrations. Crown 8vo, Price 10s. 6d. 


ELECTRICAL ENGINEERING FOR ELECTRIC LIGHT ARTISANS AND STUDENTS 


SLINGO, A. BROOKER, 
plo School of Science, Director of the Electrical eerin At the Telegraphiow' School of Science, 
Section, People’s Palace, London. and at the P e’s Palace, Lon 


London: LONGMANS, GREEN & CO. 39, Paternoster Row, E.C. 


By COLONEL V. HOSKIŒR, Royal Danish Engineers. 
THIRD HMDITION. 3616 By GISBERT KAPP, C.E., Member of the Council of the 
London: E. & F. N. SPON, 125, Strand. Institution of Electrical En gineers. 


ELECTRIC TRANSMISSION OF ENERGY, 
ELECTRIC LIGHTING BRIGHTON: | wien tnt mn 


thoroughly revised and enlarged, Crown 8vo., 7s. 6d. Now Ready. 
NEW OPENINGS AND MODERN DEVELOPMENTS. “ We cannot spesk woo highly of this admirable book, and we trust future editions 


By Alderman W. H. HALLETT, J.P., D.L., F.L.S. dow on the (New York). 
(Mayor of Brighton 1966-7, 167-8, 1881-2.) Price ONE SHILLING, By Sir DAVID SALOMONS, “A. Inst.CE.M 
London MARLBO righto y Sir Bart., Assoc. ember 
of the Council of the Institution of Electrical Engineers, &e. 


ELECTRIC LIGHT INSTALLATIONS 


| | he Management of Accumula 
= x A Practical New Edition (Fifth), revised an enlarged, wit 
Numerous Illustrations, Crown 8vo, 5s. | 
THE BEST MEDIUM FOR ADVERTISING IS THE REVIEW man who has todo with work 
t, an it is 
Gl Glectricista, 597 thie book isthe best of its kind would bee poor 
oC MUNTAUER 36. BARCELON “will be fc found very valuable to those owning or having charge of installations. 
cz : CELONA. By J. GRAY, B.Sc. 
Reaches everyone connected with Electrical matters in Spain and ELECTRIC L | UJ 7 M HIN FS: 
the South American Republics, also Electric Lighting Stations, A N FL ENC CE M AC! N 
Mills, Arsenals, Telegraph Officials, &c. Containing a fail sce account of their Hist istorical 
SEND FOR ADYWERTISING RATES. With Wide Crown 8x0, À éd. 


PART I. L— General sketch of the phenomena and ine EPS 
trici ART Il.—Description of influence machines. 
struc on a influence mac 


Subscription 10s. Yearly. 


= 


PATENT 


SELF- BINDERS 


THE “ELECTRICAL REVIEW.” 


Tus Self-Binder, or Reading Case, is intended to hold Exsorssa 


pleted and ready for permanent binding, the 
back being widened or contracted by sliding the back oom 
or out as desired. 

To be obtained at the ExxcrricaL Review office, 
noster Row, London. — 


Price 6s., Post Free (in Great Britain) 66. 6. 


the latter on Chief Office, London. 


ROW NEW BOOKS FOR ELECTRICAL ENGINEERS, 
BLECTRIGAL TESTING of TELEGRAPH CABLES | wavrraKER & CO. Paternoster Sa, LONDON, EC 


Reviews of any number until the half-yearly volume is co 


Cheques and Money Orders to be made payable to H. AM | 
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THE TELRGRAPHIC JOURNAL AND ELECTRICAL REVIFW SUPPLPWENT. : rv 


Cloth, 4s. 6d., Post Free. 65 Illustrations. 


PRACTICAL ELECTRICAL MEASUREMENT. 


By JAMES SWINBURNE. 


« Altogether book is an excellent one, the few points that have been objected to in this notice almost the ones that 
of a large note of matter have struck us as perhaps open to criticism.” —Electrician, February rer À | only 
EE he author comes to his task, however, so well equi by practical ence, that there appears to be a basis for his very 


lection and treatment of the subject matter is ÿ original, and « amount of stereo ? 
ually to works on subjects, is The Electrical (New 
York), February, 1889. 


«Taken as a whole, the book is a most readable and instructive one, and, with the illustrations, isa valuable addition to the 


literature of a subject which is interesting to all engaged in practical electrical work.”—Electrical World, New York, January 12th, 1880. 


« It does not need commending ; we have only to give the author’s name and that of the publishers.” —Electrical Plant, J anuary, 1889. 


ints in this volume which will be of great value to the practical electrical who has with enek 
de penburing instruments usually supplied.” —Mechanical World, December 15th, 1888. work | 


« This is a book by a practical man for practical men, and one of a kind which is certainly needed, inasmuch as it furnishes the 
working electrician with simple rules and methods for the measurement of the various physical quantities with which he is con- 
cerned. . + + + + Much that is practically useful will be found in the book. . . . . . Looking at the book as a 
whole, there is no doubt that it will be welcomed by many engaged in practical electrical work.”—Industries, March lst, 1889. 

« The apparatus necessarily differ more than the methods, and we are glad to find that Mr. Swinburne, having essayed to describe 
‘practical electrical measurement,’ has set a higher value on the fulfilment of his promise, and of the reader’s expectation, than upon 

ability to make a mathematical display. He has evidently found that as the algebraical evolutions are within the capacity of most 
youths as they leave school, the practical world is not in the least interested in Mr. Swinburne’s capacity in this respect, while it does 
want to know something about practical electrical measurement. He therefore departs from the more usual course of the pedant, and 
sticks to his subject.” —Engineer, March 29th, 1889. 


« As it stands the book consists mainly of remarks on almost every form of instrument known in electrical lighting.” —Nature, 
March 28th, 1889. eon | 


Cloth, 4s. 6d., Post Free. 70 Illustrations. 


DYNAMO TENDERS’ HANDBOOK. 


By F. B. BADT. | | 


Elementary Data; Arrangement of Power ; Dynamo-Electric Machines ; Diseases of Dynamos; Lamps; Instruments ; Circuits or Leads ; 
Accumulators ; Safety Regulations ; Table of Electric Light Conductors ; Lamp Lighting Schedule; Construction Tools. 


Cloth, 4s. 6d., Post Free. 97 Illustrations. 


BELL HANGERS’ HANDBOOK. 


By F. B. BADT. 


Voltaic Electricity; Description of Batteries ; Elementary Data; Connecting Batteries ; Battery Data ; Electro-Magnets ; Induction Coils ; 
Electric Bells; Annunciators; Electric Alarms; Gas Lighting Apparatus; Electric Heat Regulation ; | 
Running Electric Wires; Testing Instruments. 


Paper Covers, ls. Post Free. . 


EVERYBODYS’ HANDBOOK OF ELECTRICITY | 


By EDWARD TREVYVERT. 


WITH GLOSSARY OF ELECTRICAL TERMS AND TABLES OF INCANDESCENT WIRING. 


Cloth, 16s., Post Free. (680 Engravings.) 


EXPERIMENTAL SCIENCE. 


BY G. M. HOPKINS. | 


“ Rarely does a book upon any subject find purchasers among all classes of people. This is especially true in regard to scientific 
books, The majority of book buyers are sie és on some special subject, and as a consequence purc only such books 
À are useful in one particular line; but notwithstanding this, there is an unmistakable inclination on the part of man people in widely 
ne in walks of life to acquire at least a general knowledge of the principles underlying all modern industries based on early or recent 
Bette, ate in cu science. To us this has been particularly noticeable since the publication of our new book by Mr. Geo. M. 

» entitled ‘Experimental Science.’ We find that it meets with a large sale, not only among science teachers and students, but 
of this bes men of every profession. Persons in almost every line of business have manifested their interest in science by the purchase 
proved book. From many of these we have had letters expressing great satisfaction with the character of the work. The k has 
elects; itself to be exactly suited to the use of those who desired to secure by the experimental method a good knowl of magnetism, 
Cnatalcity, electrical measurements, heat, light, polarised light, photography, microscopy, acoustics, pneumatics, hy cs, and the 


range of other subjects, included under the general title of physics.” —Scientific American. 


PUBLISHED BY 


22, PATERNOSTER ROW, LONDON. 


H. ALABASTER, GATEHOUSE & CO, 


| 

4 

IN, 

rs of 

» and | 

y the 

1 

EC. ' 

] 
| 

| 

Ê 

tions 

ng the 

us it is | 

vies 

ions. 

| 

| 
| 
ster | 


raz, 


WALSALL ELECTRICAL CO, 


“BOSS” HOLDER. 


Ne. J. 


‘S104 10 § 0} 


GUARANTEED 
Divided into 


THE 


SPECIAL 


Specially suited for Testing the Conditions of Accumulators. 


IMPROVED, 
LARGER SCALE, 
NEARLY DEAD BEAT. 


SOLID LEATHER CASES, WITH SLING STRAP, 10s, EXTRA. — NEW: PUSH Le 


As regards their use for Secondary Batteries, Mr. W. H. Preece writes: Press Once to to Light the 
WimMBLEe»OoN, 22nd February, 1888. Lamp, which is 


To Troe WaLsaAzz ELecrTRicaz Co. by a Second Push. 
: Gentlemen,—I have calibrated your Voltmeter, and find it 
very exact. It is now in regular use in my Battery room, and 
proves to be of great service. No Secondary Battery Installa- 
tion should be without one. It supplies a real want. 
Yours very truly, 
(Signed) W. H. PREECE. 


AMMETER 


is (COMPANION TO THE ABOVE), 
New Patent 4 AMPS. IN TENTHS. 
| | | 432s. 


CUT-OUTS, SWITCHES, 


&c., &c. 
NEW LIST ON APPLICATION. 


K VOLTS. 


PRESSEL SWITCH, 


Pressing the Button 
alternately Lights and 


Extinguishes a Lamp, or Y 
ete Polished Brass 45s. pr 
according to Specification 


WALSALL 
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C swircms, 
H rusts, 
I CEILING ROSES, 
N WALL SOCKETS 
LAMPHOLDERS! 
A &e., &e., &o. | 


Telegrams: : 
INSTALLATION, LONDON.” 


Illustrated 
PRIC E L { S T s 


Post Free. 


Telephone 
No. 1954. 


Speciality : 
SWITCHBOARDS, and 


ILLIAMSON 


91, Queen Yictoria Street, E.C. 
WoRKS:-HATTON GARDEN, E.C. 


ELECTRICAL FITTINGS 
OF EVERY DESCRIPTION. 


DESIGNS, 


LIBERAL DISCOUNTS 


TO THE TRADE. MADE TO ORDER. 


MAIN and DISTRIBUTING SWITCHES. 


FITTINGS TO CUSTOMERS | 


OR FOR SPECIAL PURPOSSS 


Fo 


Th 


ELECTRICAL FITTINGS ASSOCIATION, IN POLISHED BRASS 


18, BERNER’S STREET, W. 5s. 18, BERNER’s STRE 
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ENSU 


ot all descriptions, combining the greatest strength with highest possible insulation. Made in Bristol Stoneware (Drab or Brown) : 
| 


and Porcelain Stoneware (White), by 


PRICE, SONS & CO. 79, Turnmill Street, LONDON, E.C. Works :-BRISTOL. 
Government and Railway Contractors. .'- Prise Medals wherever exhibited. Sagres ene 


LEA'S PATENT GLOBES. 


DUST PROOF, PERFECT LIGHT, EASILY HANDLED, NO LOOSE SCREWS, 


Hast Connection with the Cover, and can be removed or replaced instantaneously. 
NO METALLIC RIM TO OBSTRUCT THE LIGHT. 
THE GLOBES CAN BE SUPPLIED PERFECTLY WATERTIGHT. 


CHINA SWITCHES, 


Wall Connectors, Fuses, Ceiling Roses, Lampholders. 
ALL ELECTRICAL FITTINGS FOR CONTRACTORS, 


FANCY GLASS SHADES, REFLECTORS, AND BOWLS. 
Special Colours and Designs. 


FOWLER, LANCASTER & CO. 


ELECTRICAL ENGINEERS 


AND 


MANUFACTURERS OF ALL FITTINGS FOR ELECTRICAL CONTRACTORS, 
Albert Works, BIRMINGHAM. 


Telegrams: “ENERGY,” BIRMINGHAM, 


SAMPLES ON ArrsovaL. Price List ON APPLICATION. 9.62 CHINA WALL CONNECTOR WITH MOVABLE PIN. 


CHARLESWORTH, HALL Co. 


Glectrical Engineers, 
RICHMOND HILL IRON WORKS, 


OLDHAM. 


SILYER MEDAL, BARCELONA, 1888. ‘ 


SN 
SN 


MAKERS OF 


For Direct Driving Dynamos, Pumps, Fans, &c. 


DWN Anos 


For Incandescent and Arc Lighting, Plating. Special S!ow 
Speed for Ship Lighting. 


MOTORS: 


SEARCH-LIGHT PROJECTORS, 


Complete Apparatus for the Night Navigation of the Suez à 
Canal, approved by the &e., &c. 


The following sized Dysames are now kept in Stock or in 
_ progress. NO SPARKING ‘or OVER-HEATING. 


Lamps | Amps. Volts. | Speed. | PRICE. 

84 | 42 100 900 £65 

180 oc 100 1020 £95 
| 240 | 120 100 960 £110 
“| 420 210 100 825 £165 


À 
= 


3622 


PROJECTORS IN STOCK. 
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WESTERN ELECTRIC Co, 


 TELEFHONIC ArranaTos 


ARC LAMPS AND DYNAMOS. 


| PATTERSON CABLES FOR TELEPHONES, TELEGRAPHS AND ELECTRIC Light, 16 


COLEMAN STREET, LONDON, 


CHICAGO, NEW YORK AND ANTWERP. 


NOW 


Containing Full and Complete Information respecting 


DYNAMOS, MOTORS, PROJECTORS, LAMP FITTINGS, &. | 
PRICE 2s. 6D. | 


_ FREE to TRADE, including Civil Engineers, Architects; 


Surveyors, Builders, and allied Trades. 


-- - 


| COMPLIMENTARY COPIES WILL BE SENT TO TOWN CLERKS AND OTHERS HOLDING | 


PUBLIC ON THEIR: APPLYING FOR SAME. 


CROMPTON & CO., LIMITED, 


 Glectric Light & Pomer Engineers, 
MANSION HOUSE BUILDINGS, LONDON, E.C. 


LIMITED,. 


4, VICTORIA MANSIONS, 32, VICTORIA STREET, S.W. 
MANUFACTURERS OF 


ELECTRIC LIGHTING APPARATUS 


FOR 


CENTRAL STATIONS & ISOLATED PLANTS 


ESTIMATES OW APPLICATION... - 


12. 
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THE ‘AND ELECTRICAL REVIEW. | 


WOODHOUSE RAWSON 


DRY BATTERY 
A distinct advance as regards capacity and constancy. — 


ras PRICES. | 
No. 1 - - 6? high x 3’ diameter, 4s. Od. 


No.2 - ~- 82" high x 2)” diameter, 3s. 0d. 
No.3 - - 2§" high x 1}" diameter, 2s. 6d. 
Large stock kept. Prompt celivery. 


ELECTRICAL SUPPLIES. 
88, QUEEN VICTORIA STREET, LONDON, E.C. 
41, Piccadilly, BRADFORD, YORKS, and Cornbrook Telegraph Works, MANCHESTER. 


Catalogues “A,” Domestic, and “ B,” Contractor’s Electrical Supplies, is, each. | 
Daily Calendar for 1890, or Celluloid Paper Knife and Calendar, Post Free, 3d, each. 808 


REID 


12. WHARF ROAD. CITY ROAD. LONDON, N. 
TELEGRAPH ENGINEERS AND OONTRACTORS 
For the Supplying, Erecting, and Laying Down Under-Ground Wires both for 
~ TELEGRAPHS AND ELECTRIC LIGHTING 
PNEUMATIC TUBES FITTED WITH ENGINES AND PUMPS COMPLETE. 
MAKERS OF RADCLIFFE’S PATENT ELECTRICAL SIGNAL LOCKING APPARATUS, 


PATENT TELEPHONIC WIRES 
TO PREVENT INDUCTION BOTH FOR UNDER-GROUND AND OVER-HEAD LINES. 


MARUFAOTURERS OF SUBMARINE OABLES, WIRE, IRON POLES, INSTRUMENTS, BATTERIES, INSULATORS AND STORES OF EVERY are 


101, Leadenhall Street, LONDON.  Telegrams: “CALLENDER, LONDON. »: Telephone, No. 4,485. 
| ; LIVERPOOL: 36, Dale Ntr et, ! | 
Works ; KENT, ‘Telegrams: “CALLENDER, PICARDY.” | 


UNDERGROUND MAINS 
LAID COMPLETE ON CALLENDER-WEBBER OR SOLID BITUMEN SYSTEMS. 


LEAD SHEATHED WIRES AND CABLES 


| FOR UNDERGROUND WORK, HOUSE AND FACTORY: MAINS AND SHIP WORK. 
Concentric Cables_ARMOURED-Metal Sheathed. 


ABRIALI CABLES. 


1585 
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| MERS ofthe BRRASTEDN SYSTEM ot ELECTRIC LIGHTING. JOHN JARDINE, °***worxs, | 
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VERITY SONS, 
SHOWROOMS IN KING STREET, 


COVEN'T GARDEN, LONDON, 
Contain the LARGEST and FINEST SELECTION of — 


“ELECTRIC LIGHT FITTINGS. 


26, LUDGATE HILL, LONDON, E.C., 


. ELECTRICAL ENGINEERS, PNEUMATIC AND ELECTRIC BELL FITTERS AND MAKERS 
TO HER MAJESTY'S OFFICE OF WORKS. 


Sole Agents and Manufacturers of McClellan’s Patent Continuous Action Bells and Relays, 
= CATALOGUES AND ESTIMATES FREE. 
MOTORS, DYNAMOS, AMPEREMETERS, VOLTMETERS, and all APPARATUS connected with ELECTRIC LIGHTING SUPPLIED ON SHORTEST NOTICE, 


ELECTRIC CRANES FOR CENTRAL STATIONS 


RECENT: IMPROVEMENTS. 
R. BOLTON & CO., Engineers, 110, Leadenhall Street, LONDON; EC 


4 PRICE, TALBOT & CO. Lid, 


Guaranteed free from Infringements, Reli- 
able and Cheapest on the Market. ‘Prices 
fr: m 148. each, subject to large Trade discount. 


BY. 


| ELECTRIC do. WILLIAM RICKARD 


Our PATENT. PENDULUM Indicators are ET 


if 
give e great sat tistactiou. -Stalupings tu apy - | 
patter n at low prices for cash. Price any 
and special teriwx to Merc and shippers. Me \\ 3 
d | | 


AUGHAN & CO. Insulated with Silk, Cotton, India-Rabber, 
Gutta-Percha, &c., &c. Pop 


CHARLBURY. 


FLEXIBLE CORDS A SPECIALIEE, 


THE BERNSTEIN ELECTRIC LAMP CO, LEATHER MACHINE BANDS, 


(LIMITHD), 


2, MARLBOROUGH MANSIONS, VICTORIA ST., LONDON, SW. 


SOLE MAKER OF 


“Used for the last six years with the greatest success, 
GOLD MEDALS AW AR | 


Cheap, B Efficient, Strong, Silent. No Sparking! No 7 


WLUSTRATED CATALOGUES AND PRICES ON APPLICATION. 


HOSE PIPE, PUMP LEATHERS, & = 


6H The lamps of this Company are of low resistance, and — | JARDINE & ARTUUS BELTIR dl 
entirely free from the claims of other companies. nx | LEAT H EH IMPROVED JOINT. WU: 


4 J OHN & Wm. ROPER, BRADFORD 
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ELECTRIC LIGHT POWER COMPANY, 


\ 


THE TELEGRAPHIC JOURNAL AND ELECTRICAL REVIEW. 


ARE NOW MANUFACTURING SPRCIALLY FOR TRAD, 


MOTORS. 
so Lights, £175 | | 26 HP, £178 
40 £920 MOF | | ok £2 
, «2205 | OF 4) HP. £266 | 


ELECTRIC LIGHT x POWER Cum 


© GATTÉRSEA FOUNDRY LONDON: 
or Catalogue and Particulars apply lo MANAGER, BATTERSEA FOUNDRY, 


JOSEPE BOURNE & SON,. 


MANUFACTURERS OF THE WELL-KNOWN 


STONEWARE TELEGRAPHIC INSULATORS AND BATTERY JARS. 


th manufactures have been celebrated for a high degree of vitrefaction combined with great to hnese and 
For Thirty years these Cells, strength. 


ware. White Stoneware. 
Durability combined. Prise Medal, Paris 


Special Shapes for Telephone and Electric Lighting Wires. ~ 


Works: DENBY POTTERY, NEAR DERBY. 
London Office: NEW ST. PANCRAS STATION, EUSTON ROAD, MW... » 


RAMSDEN, CAMM & CO. 


BRIGHOUSE. YOREKSHIRHG, 
Iron and Ateel Wire Drawers and G alvanizers. 


MANUFACTURERS or 


TELEGRAPH, TELEPHONE AND CABLE WIRE, 


| ee Contractors to H.M. Postmaster-General, the Indian and Colonial Governments and leading Railway Companies 
LONDON OFFICE: 72. KING WILLIAM STREET. E.C. sus 


MANUFACTURED BY 
OUR CATALOGUE 
| of Accessories 
F for the Transmission of Power, Is 
THE ONLY 
Complete and- Perfect ~ - 
ONE IN TME WORLD 


Edinburgh ; London, 57, Moorgate St.; Manchester, 6, Charlotte St. 
Liverpool, Cereal Court; Glasgow, 106, Ruchapan St. 


Civil and Giectrical Gugissers, 
6, QUEEN STREST, MELBOURNE, ‘AUSTRALIA. 


The above Firm undertakes Commissions aud Agencies for the 
| Australasian Colonies. : 

Telegraphic Address: “FARAD MELBUURNE.” 29:0 

London Address (Letters only). care of ANTONY GIBBS & SONS, 14, Bishopsgate St., E.C 


BELT PULLEYS, i. 
Belt Flywheels, Step-Cone Pulleys. 
ROPE PULLEYS, 
Rope Flywheels, Haulage Rope Pulleys. 
GEAR WHEELS, 
Gear Flywheels, Mortice Wheels, 
SHAFTING, 
Loose Collars, Fast Collars, Couplings. 
PEDESTALS, 
Horizontal, Angle, Vertical, Hanging. 
FIXINGS, 
Wall-Boxes, Hangers, Brackets, Stools. 


HIGHEST CLASS. 


REDUCED PRICES; FREE DELIVERY ¥ 
throughout the Kingdom. 


HARPERS ...., ABERDEEN. 


Our new St of CESTINGS of above, cwt, 
will interest Enzineers with Workshops. 


THE “ EXCELSIOR DYNAMO 


(PATENT). 
Simplicity, eficiency and durability at considerably reduced prices. 
. SOLE MAKERS- 
STANLEY .  & 
Gilectrical Gugineers, .. 
EIYDE NEA Fe MAN CHESTER., 


THE NORTH-BRITISH RUBBER CO., LIMITED, 


BOOTH, ELLSON & GO.,. 
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THE FOWLER-WARING CABLES Co. 


58, QUEEN STREET, CHEAPSIDE, LONDON, EC.,, 


Sole Manufacturers of 


LEAD- -COYERED CABLES, 


UNDER THE COMPANY'S PATENTS, 
FOR TELEPHONE, TELEGRAPH, ELECTRIC LIGHT, 


TRANSMISSION OF" POW ER, 
And Underground Installations of every kind, 


SPECIAL ANTI-INDUCTION TELEPHONE CABLES. 


UNAFFECTED BY HEAT, STEAM SHIPS, DOCKS, 


MECHANICAL STRENGTH, CHEMICAL WORKS, 
HIGH INSULATION, FACTORIES, MINES, 
LOW CAPACITY. DAMP PLACES, és, 


Works, 


| 


— 


ROBEY: & COS COUPLED COMPOUND HORIZONTAL FIXED ENGINE, WITH PATENT TRIP 1 
FOR CENTRAL ELECTRIC LIGHT INSTALLATIONS. 


Some of the advantages secured hy the use of this Expansion Gear are :—Great Economy in “Fak, Pete | 
Regularity in Running, Absence of Friction, Simplicity of Construction. |. +» a 


ROBEY & CO., Globe Works, LINCO | 


| p 
| 
| 
| 
AN 
| | D A QE 
| ? AWA PARIS EXEZBITION 
À à 
| 64-Wire Anti-Induction Telephone. 
“Z 
CZ ty 
| \ | 
| TICULARS ON APPLICATION. | 
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qa. S'TAT TER co 


ED 
J ALLIANCE ENGINEERING WORKS WEST DRAYTON NEAR LONDON. 
London Office: PRINCE'S MAN SIONS, 68, VICTORIA 


4 ALLIANCE * DYNAMOS AND MOTORS for 20 purposes. All sizes ready for immediate delivery. by special machinery in the best inunuer possible and 


THE STATTER PATENT CONSTANT CURRENT DYNAMO has a higher commercial efficiency than any other, either Engiixh ur American. 


MATIC HINGIN SS and TP TIN 


A. SCO 


ELECTRICAL WORKS, ACTON HILL, LONDON, w. 
CONTRACTOR TO THE LORDS OF THE ADMIRALTY, INDIAN GOVERNMENT dc, &c. 


MANUFACTURER OF ELECTRICAL. FITTINGS OF EVERY PESCRIPTION, 


di Patent bbnards, Lampholdera, Search Light Project Mirrors, &c., kept 
Complete Plant for Ship Lighting. Mirrors, ome 


" goTT’s HARDENED INDIA-RUBBER VARNISH should be used in all cases where PERFECT INSULATION ON DYNAMOs, ac., is desired. 


NEWCASTLE-ON-TYNE, 
Glectrical and General Œnginecrs. 


TYNE DYNAMOS, 


TYNE ARC LAMPS, 
TYNE TRANSFORMERS. 


Complete Installations écttol by expérienced men at 
home and abroad. 


SPECIAL TERMS TO THE TRADE. | à 
Complete Catalogue om application. : 


—- 


Telegraphic Addresses: 


Offices: 
LONDON : 110, Leadenhall St-eet. = Boltonite,” London. . 
HERTER : Byron Chambers, 8, Exchange St. “ Ampère,” Manchester. 
HUDDRRSFIELD : Lancaster Yard, Cloth Hall St. “ “ Dynamo,” RE. 
GLASGOW : 58, Wat: riro Street. “ Roots,” Glasgo 
JOHANNESBURG SOUTH AFRICA, 
burg. 3311 


MARSHALL, SONS & Go, 


Britannia Iron Works, Gainsborough. 
LONDON OFFICES, SHOW ROOMS AND STORES -— MARSHALL'S BUILDINGS, 79, FARRINGDON. ROAD EC. 


COMPOUND STATIONARY ENGINE & BOILER, 


WITH PATENT AUTOMATIC EXPANSION VALVE GEAR. 
Highest Award MELBOURNE INTERNATIONAL EXHIBITION, 1889.—First Prize and Special Mention for Excellence 
for Engines; First Prize and Special Mention for Excellence for Thrashing Machinery. | 
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Awarded First:Olass Certificate and Gold Medal 


‘ 

| 
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Calcutta International Exhibition, 1884, 


New with ‘Current Prices, free apvlication. | = 
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(A PATENT. | NS 
Made from 1-Ply for Cylinder and Faced Joints to any thickness for uneven surfaces. 


The above, which can only be obtained from this house, is | The Centre from which the requisite elasticity is 
recognised as the Most Efficient and Economical Jointing 
Material in use, It is composed of a specially-prepared 
India-rubber Compound, protected by a covering of Vul- 
canised Asbestos Sheeting, as shown above, and as it 
is the only Jointing Material which adequately 
combines PERMANENT ELASTICITY WITH 
HEAT RESISTANCE, the advantages it | 
possesses will at pn be seen. 


plied, and allow the expansion and contraction te be 
taken up. The covering being of Asbestos Cloth, 

a protection to the centre and 80 prolongs its 
ticity. For Manhole, Mudhole, Stem 
and Mash Tun Door Joints it is unequalled, 

and if applied as directed a ring can à 
used many times over. 


will adapt itself to uneven surfaces to which it may be 


MANCHESTER: Cable Street, LL HULL: Humber Dod 
Blackfriars, Basin, 


LIVERPOOL:..2, Strand St., James St. 
BELFAST, DUBLIN, ANTWERP, BERLIN, 


GLASGOW : 35, Robertson -Stret, 
BARCELONA, 'IRIUSTE, LISBON & GENOA 


AGENTS.— BIRMINGHAM—BELL & Co., 7, John Bright Street. CARDIFF: BELL & Co., West Bute Street, 


BELL'S ASBESTOS BELL’S ASBESTOS | BELL’S AS BESTOS Sr 
BOILER PRESERVATIVE | YARN & SOAPSTONE PACKING 1 
Will effectually keep Boilers clean and re- Ix the BEST LOCOMOTIVE PACKING made. NON-CONDUCTING COMPOSITIL 

move any Inerustation, without injury < 


to the Boiler Plates or Fittings. Will reduce 
loss by radi- 
saves 40 per) 
cent. of fuel. = 


BELL’S 


COMPOUND HYDRAULIC PACKING | — 


18 SPECIALLY SUITED FOR 
Is sent out 


HYDRAULIC AND AMMONIA aw te 
therefore 
A cheaper than 


SES others sent 


vA | 


Î 


All bags are marked as 80! 


| 


i 


| Any customer receiving à shown, Is earnestly re- 
Oil solt.as Bell’s Asbestos quested to forward us 
Lubricant, & Cask, Drum, A Bin SS ii: sample and particulars 
or Corks not marked as MAN of where obtained. 


| Drums are marked as above. Every Cask s sent out as above. 


BELL’S ASBESTOS 


firms of the | 


IMPOR) 
conse 
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ASBESTOLINE. 


REGISTERED. 


ADVANTAGES OF ASBESTOLINE. 
BARS a ASBESTOLINE is the most efficient Lubricant for all bearings. 
a. HS ASBESTOLINE is the cheapest Lubricant. | 
ASBESTOLINE saves from 50 to 90 per cent. of the Cost of Oil. 
ASBESTOLINE is the Cleanest Lubricant. 

ASBESTOLINE is favoured by Insurance Companies. 
ASBESTOLINE is the most Inodorous Lubricant. __ 

D) ASBESTOLINE is the safest Lubricant, its flashing point being 700 F. 
| ASBESTOLINE has beaten all other Lubricants in making trials. 
ASBESTOLINE is applicable in and out doors in every climate. 
ASBESTOLINE requires no special application. 


CONSISTENCY OF ASBESTOLINE. 


ASBESTOLINE, to meet all circumstances, is made in four | ASBESTOLINE (, is for use in + gr climates, both ashore 


All begs labelled as above. 


degrees of consistency, A, B, C, and CC. ; and afloat. It is also invaluable in works in this country 
ASBESTOLINE A. is specially adapted to ordinary Land when the temperature is high. | 
Engines and Machinery, in‘and out-door, in this country. | ASBESTOLINE CC, is designed for use on calenders, paper 
ASBESTOLINE B, a little more solid, is for use on Steamships | machines, &c., where the bearings are heated by steam 
in temperate climates, also on land when it is desirable to passing . through, and sometimes is advantageously used 
have Lubricant stiffer than A. instead of C. , 


The reputation of Asbestolinc as a lubricant of the highest efficiency in every kind of machinery is established, and it has never been equated by any other lubricant 
in the numerous cases of special difficulty in which the best oils are ineffectual. This reputation is growing daily, because it is based on the experience of 
thousands of users under the severest circumstances any lubricant has ever been subjecte 1 to, and not on mere laboratory tests and professional analysis 
of insignificant quantities. It is used with m arked success in Steel and Iron Works, Collieries, Cotton and Wool Mills, and other Textile Manufactories. In Corn Mills it 
has proved invaluable on the roller and other modern machines. In Saw Mill4,on Machines going up to 5,900 revolativns per minute, its work has never beea appr Oached 
by any other lubricant. On Electric Lighting Machinery, and in Steamships ot ail sizes throughout the world, the success of Asbestoline is unequalled. Many engines and 
machines of all descriptions give trouble and show bad results, both in working and wear, when the system of lubrication has not received due consideration. Engineering 
firms of the highest standing have given to it their powerful testimony and support. . 


SUPPLIED IN KEGS, 28 Ibs., 56 lbs., or 112 lbs. 
sg SPECIAL TERMS FOR LARGE QUANTITIES. el | 


IMPORTANT TO EXPORT MERCHANTS.—One Pound of “ Asbestoline ” equals 2 gallons of Oi1 weighing 18 Ibs, 
consequently the saving in freight is very considerable. Liberal Terms are conceded to. Export Merchants, 


BELL'S 
DAGGER PACKING. | 


~ 
an 


à | 


* 


SQUARF. ROUND, 


Every 10 feet has label as above, and bears our Trade Mark. 


Under this registered title are included the inventions of Mr. Field, and experience has provedithem to be 
THE MOST EFFICIENT, DURABLE, AND ECONOMICAL PACKINGS ever made. They constitute sich a 
combination of Asbestos and India-rubber as secures the maximum of elasticity and heat resistance, and they 
are therefore UNEQUALLED FOR EVERY KIND OF ENGINE. These Packings are being universally used by 
most of the leading Steamship Companies throughout the world for ordinary Compound, Triple, and Quadruple 


ane Engines of the latest type. These Packings are composed of Rolled Asbestos Cloth, but the India- 
rubber is placed in two forms to suit various Cases. 


K=" In ordering, state whether square or round required. .s41 


COMPANY, LIMITED, 


DEPOT SOUTHWARK, LONDON, SÆ | 
ÉUES:—MANCHESTER : Cable Street, Blackfriars. LIVERPOOL: 9, Strand St., James St. HULL: Humber Dock Basin. 


Mizar GLASGOW: 36, Robertson St. DUBLIN, BELFAST, ANTWERP, BERLIN, BARCELONA, TRIESTE, LISBON, & GENOS. 
BIRMINGHAM: BELL & CO., 7, John Bright Street. CARDIFF: BELL & CO, West Bute Steet. 
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LIMITED, 
Serew Manufacturers, 


‘CHARLES ST., HATTON GARDEN, 
LONDON, E.C. 


TWO MEDALS 


= 7 
LA 


AW AR D ED 
For Excellency of Manufactures, 


PARIS INTERNATIONAL EXHIBITION, 1889. 


eu ALL THESE GOODS ARE SHOWN IN FULL SIZE AND es IN STOCK, 
. 64 65 


SOLE AGENTS FOR J. O. MOUCREL’S HIGH CONDUCTIVITY COPPER WIRE. À 


STRAIGHT. DRAWN, BRASS, IRON AND STEEL, ROUND HEXAGON AND nl 


"ALL SIZES KEPT IN STOCK. 


ESTIMATES FOR SCREWS AND TURNED PARTS ON RECEIPT OF rm 


Considerable Reduction for Large Quantities. 
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DYNAMOS, | 


Glectric Light Gngineers, 
Works : Pownall Road, DALSTON, LONDON 


(NEAR HAGGERSTON STATION). 


SHUNT, SBRIES, OR COMPOURD, 
Yor Met Lighting, Electro-Plating, or Electro-Chemical Work. 


AND PILSEN ARC LAMPS. 


LIGHTS OR PROJECTORS, 


Por or Mer or Mercantile use. 


SPREIAL PLANT... FOR T.FOR SHIP LIGHTING. 


MEASURING INSTRUMENTS.—Ayrton and 
Perry Ammetersand Voltmeters. Blectro- 
magnet Ammeters and Voltmeters. Car- 
dew’s Voltmeter, 


pier Switches, Safety Shades, Reflectors, &o., suited for Ship 
Lighting, Mines, Factories, Mansions, Corn Mille, and all other ‘purposes. 
IX CARBONS. ACCUMULATORS. CABLES. 
| ‘TELEGRAPH INSTRUMENTS. ELECTRIC SIGNALS; &e, 
High-Pressure Botlers, Turbines, Water-Wheels, Shafting, Pulleys, Belting, &c. Gas & Petroleum Engines. 
SOLE AGENTS FOR THE HERMITE ELECTRO-BLEACHING SYSTEM. 
Estimates and Specifications for Electric Light Installations free of cost. 


/EXPERIENCED MEN SENT TO ALL PARTS OF ENGLAND AND THE CONTINENT 


Telephone No. 6423. 1870. Telegrams: “Flexible, London.” 


MEDAL INTERNATIONAL ELECTRIC EXHIBITION, | 


PHILLIPS BROTHERS, 


Glectricians, 


AND WORKS: : THE LEA “TELEGRAPH WORKS, WICK, LONDON 


MANUFACTURERS OF CABLES, WIRES,,&c; TO ANY SPECIFICATION. 


MULTIPLE CABLES, AERIAL AND SUBTERRANEAN. : 

Gutta-Percha, India-Rubber, and Compound Wires of every description for Telephone and Electric Bell Work. 
FANCY BRAIDED WIRES OF EVERY DESCRIPTION.  . 

COTTON AND COVERED WIRES FOR DYNAMO &c., “he. nr 


LAURENCE, PARIS & SCOTT, La, 


| MANUFACTURERS OF 


| CONTINUOUS CUBRENT TRANSFORMERS. 
a Patent Improved System of Laying Underground Mains. 


THE ONLY ONE THAT {8 INSTANTANEOUS IN (TS ACTION, 
made of metal unaffected by time and Jong coitind heat nd with 


| Glectrical Gugineers & Contraciors, 
/ .GOTHIC WORKS, NORWICH, 


SCOTTS PATENT INSTANTANEOUS ruse, 
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ames, Motos, and sundry other Electrical Appart 
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THE TELBGRAPHIC JOURRA 


LAND REVIEW. April 


COMPANY, 


Offices. and Warehouses: 106 & 100, CANNON STREET, LONDON, Be 
Works: Siivertown, Essex; Persan-Beaumont, France. 


“TELEGRAPH ENGINEERS AND MANUFA 


OABLEG.—Submarine, Subterranean, and Acrial. 
Alphabetical, Semaphore “ 


INSTRUMENTS.— Morse” » Wheatstone’s 
Resistance Coile 'Phomson’s, and other Galvanometers, Condensers, Testing ko. 
BATTERIES.—sous AWOTACTURERS FOR GREAT BRITAIN TRELAND, AND THE 

| “4 | | 
_other Kinds of Batteries also manufactured. Ebonite Cells, Carbon Plates, bo. 

MANUFACOTURERS OF THE MOST RAILWAY BLOCK 

SEMAPHORE REPEATERS, LIGHT ” INDICATORS, AND WALKER'S “ PASSENGER AND QUARD ” COMMUNES 


TELEGRAPH STORES AND APPARATUS OF BEVERY DESCRIPTION. 


TORPEDO APPARATUS 


Manufacturers of a Complete System of Torpedoes for Harbour and Coast 


SILVERTOWN PATENT FIRING BATTERES 
A Constant Battery for Mining and Blasting Purposes. 
OONTRACTS ENTERED INTO for the SUPPLY, CONSTRUCTION, ond MAINTENANCE of TELEGRAPH 


MANUFACTURERS or 


VULOANISED INDIA ‘RUBBER. 


VALVES SHEET, BUFFERS, SPRINGS, WASHERS, WHEEL TYRES, CORD TUBING, AND DOOR AND CARRIAGE us 
INDIA RUBBER AND CANVAS SUCTION AND DELIVERY HOSE, 


INDIA, RUBBER ond CANVAS STRAM PAOKING — ROUND, SQUARE, and SHEED. fl 


INDIA RUBBER MACHINE DRIVING BANDS. 


WATERPROOF GARMENTS AND FABRICSM 


Bottles, Baths, Life Belts, Gas Bags. 


Pillows, 


ne | Sheet and Rod. 
GUTTA-PERCHA, 


Works : SILVERTOWN, ESSEX, LONDON, PERSAN-BEAUMONT; 7, 


London Office—106, CANNON STREET, ECO. 
Warehouse—100, CANNON STREET, E. | 
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| THE INDIA-RUBBER, GUTTA-PERCHA, AND THLNGRAPH WORKS COMPANY | 
Patentees and Dat 
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‘BRANCH WARMEAHOUSES: 
eee ere 53, Castle Street. Nzawrozr, Mox. eee 82, Dock Dé 
20, Dixon Street: Canvrrr  Pierhesd 
| Printed by KNIGHT, 18 and 19, Middle Strest, H.C., and Published-by the Proprietors, H. ALABASTER, GATEHOUSR & Co. at 
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